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PEEFACE. 


TnE  following  pages  are  intended  to  give  the  reader  an 
account  of  what  has  been  effected  in  the  numerous  endeavours 
to  obtain  a  practicable  system  of  electric  lighting.  But  the 
details  have  been  confined  to  those  necessary  to  form  judg- 
ment of  the  advantages  of  each  system.  Abstruse  discussion 
has  been  carefully  avoided,  and  questions  have  not  been  raised 
to  which  answer  could  not  be  found  in  previous  practice.  The 
labours  of  Du  Moncel  and  Fontaine,  the  reports  of  Tyndall, 
Houston,  Thomson,  Deacon,  Haywood,  and  others,  have  been 
freely  utilized,  the  object  having  been  to  give  both  pro  and 
contra. 

Much  descriptive  matter  and  numerous  illustrations  have 
been  taken  from  my  translation  of  Fontaine's  "  Eclair 
Electrique,"  now  out  of  print;  and  considerable  indebtedness 
must  be  acknowledged  to  other  sources,  named  in  the  text. 
Where  my  own  experience  has  led  me  to  a  conclusion,  I  have 
ventured  to  express  it,  but  I  have  always  also  stated  the 
reason  for  the  deduction. 

There  must  necessarily  be,  in  a  technical  work  of  this 
character,  many  imperfections.  Recent  and  untried  inven- 
tions, promising  much,  cannot  be  omitted  from  notice ;  nor, 
from  want  of  knowledge  of  detail,  can  a  probably  correct 
opinion  be  held.  Electric  lighting  is,  indeed,  so  far  within 
its  period  of  infancy  that,  in  many  cases,  suspense  of  judg- 
m<  nt  is  compulsory.  Nearly  every  week  marks  an  important 
advance,  proving  the  present  incomplete  state  of  this  branch 
of  engineering. 


vi  PREFACE. 

With  regard  to  the  future  of  electric  lighting,  little  has 
been  said  in  this  hook.  Public  opinion,  if  not  always  strictly 
accurate,  generally  approximates  to  the  correct  idea  of  the 
commercial  value  of  a  newly  introduced  method,  and  its  per- 
ception of  the  advantages  of  the  electric  light,  either  future 
or  immediate,  has  not  been  greatly  misled,  however  exag- 
gerated may  have  been  the  statements  of  interested  specula- 
tors. It  is  beyond  doubt  that  in  the  present  we  may  look  for 
practical,  if  not  great,  improvements,  that  will  cause  in  no 
distant  future  the  adoption  of  electric  lighting  for  very  many 
important,  as  well  as  ultimately  for  general,  purposes. 

Logical  sequence  has  been  followed  as  far  as  possible,  so 
as  to  afford  aid  to  the  general  reader.  The  first  chapter  deals 
with  the  principles  of  the  voltaic  arc,  and  distinguishes  the 
method  of  lighting  by  incandescence.  The  various  forms  of 
lamps  employing  the  voltaic  arc  are  next  described,  with  so- 
called  "  candles  "  and  candle-lamps,  followed  by  discussion  of 
most  of  the  proposed  systems  of  lighting  by  the  incandescence 
of  carbon  or  platinum.  The  principal  magneto-  and  dynamo- 
electric  machines  are  then  described,  with  the  new  multiple- 
circuit  machines,  followed  by  a  full  consideration  of  the 
mechanical  efficiency  of  these  machines,  and  sufficient  simple 
mathematical  data  to  enable  the  reader  to  form  his  own 
conclusion  of  the  merits  of  a  fresh  project.  Next  the  question 
of  cost  is  entered  into.  The  various  well-defined  schemes 
for  division  of  the  electric  light  are  commented  upon.  The 
book  is  concluded  with  chapters  on  the  maritime  and  military 
and  various  applications  of  the  electric  light,  and  descriptions 
of  the  several  methods  of  preparing  the  carbons  consumed  in 
the  lamps.  There  is  also  a  chapter  on  apparatus  for  main- 
taining electric  currents  at  constant  strength,  although  this 
kind  of  apparatus  has  not  met  with  practical  application. 

In  conclusion,  I  can  only  hope  that  my  readers,  whether 
of  the  press  or  of  the  public,  will  accord  me  the  kindly  con- 
sideration extended  to  my  previous  attempt  to  place  before 
them  a  synopsis  of  this  subject. 

PAGET  HIGGS. 
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THE    ELECTRIC    LIGHT 

IN    ITS 

PRACTICAL    APPLICATION. 


CHAPTER   I. 
INTRODUCTORY. 


The  electric  light  can  be  obtained,  practically,  by  two 
hods.  Given  a  sufficiently  intense  electric  source,  there 
placed  in  the  circuit,  at,  say,  each  of  its  severed  ends,  two 
sticks  or  rods  of  carbon.  These  sticks  are  brought  into 
contact;  they  become  heated,  glow,  and  upon  slightly  sepa- 
rating them,  the  phenomenon  known  as  the  voltaic  arc 
appears.     This  is  one  method  of  producing  the  electric  light. 

It  is  a  property  of  the  electric  current  that,  when  passed 
through  a  badly  conducting  substance,  it  causes  that  sub- 
stance to  become  heated.  A  carbon  rod,  a  piece  of  platinum 
wire,  or  thin  iron  wire,  interposed  in  an  electric  circuit, 
becomes  heated,  and  glows  with  an  intensity  of  light  de- 
pendent upon  the  strength  of  the  current  and  the  resistance 
offered  by  the  bad  conductor.  In  one  case,  the  circuit  is 
interrupted  by  the  space  over  which  the  voltaic  arc  plays  ; 
in  the  other,  known  as  lighting  by  incandescence,  the  bad 
conductor  is  continuous. 

Upon  these  two  methods  of  lighting  by  electricity  depend 
two  distinct  classes  of  apparatus,  or  lamps,  for  effecting 
illumination  in  a  practical  manner. 

Light  may  also  be  produced  by  the  use  of  Geisler  tubes. 
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Fig.  1. 


These  are  glass  tubes,  exhausted  of  air,  and  filled  with  rarefied 
gases,  which  become  luminous  upon  passage  of  an  induced 
current  of  high  intensity.  But  the  light  developed  is  very 
feeble,  and  unsuited  to  any  ordinary  purpose.  Consideration 
will,  therefore,  be  given  to  only  the  preceding  methods. 

Brilliancy  of  the  voltaic  arc  depends  upon  the  strength 
of  the  electric  current,  upon  the  nature  of  the  electrodes  or 
terminations  of  the  circuit  where  the  light  appears,  and  upon 
the  nature  of  the  atmosphere  in  which  it  is  produced.  With 
potassium  or  sodium  the  light  is  more  brilliant  than  with 
platinum  or  gold ;  mercurial  vapours  and  hydrogen  reduce  the 

light.  The  colour  of  the  arc 
varies  with  the  constitution  of 
the  electrodes,  being  yellow  with 
sodium,  white  with  zinc,  mag- 
nesium, and  green  with  silver. 

The  appearance  of  the  arc 
depends  upon  the  form  and 
nature  of  the  electrodes.  With 
a  carbon  point  at  the  positive, 
and  a  platinum  plate  at  the 
negative,  electrode,  the  arc  takes 
the  form  of  a  cone,  becoming 
egg-shaped  when  a  second  car- 
bon point  is  substituted  for  the 
platinum  plate. 

The  voltaic  arc  is  the  result 
of  the  incandescence  of  a  jet  of 
particles  detached  from  the  elec- 
trodes, and  thrown  from  one 
electrode  to  the  other,  particu- 
larly from  the  positive  pole  to 
the  negative  pole.  The  positive 
electrode  has  a  temperature  much  higher  than  the  other, 
the  negative  electrode  being  barely  red  when  the  positive 
electrode  is  at  white  heat.  The  positive  pole  is  consumed 
at  double  the  rate  at  which  the  negative  pole  disappears, 
when  the  carbons  are  equal  in  size.     The  arc  (Fig.  1)  appears 
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as  «i  flickering  flame,  and  brilliant  particles  are  constantly 
carried    between    the    two  electrodes.      Molten    globules   of 
mineral   impurities    appear.   <j  g\  upon    the    carbon    points. 
When  the  carbons  are  chemically 
pore,  these  globules  do  not  appear.  F,G-  2' 

This  is  the  appearance  of  the  arc 
as  it  burns  in  air.  In  a  vacuum 
the  carbons  are  not  consumed  with 
such  rapidity,  the  positive  point 
becomes  hollowed  out  and  dimin- 
ished in  weight,  while  the  nega- 
tive point  increases  in  volume 
(Fig. 

When  the  electrodes  are  un- 
equal in  size,  experience  has  shown  that  it  is  advantageous 
to  make  the  negative  the  larger,  and  this  electrode  can  be 
bo  extended  that  its  consumption  becomes  practically  nil. 
Upon  this  principle  several  electric  lamps  have  been  con- 
structed, in  which  metallic  electrodes  of  large  surface  have 
been  substituted  for  the  negative  carbon. 

The  voltaic  arc  behaves  precisely  as  any  other  portion  of 
the  electric  circuit.  It  is  attracted  or  repelled  by  magnets  in 
exactly  similar  manner.  Indeed,  the  incandescent  particles 
constitute  between  the  two  electrodes  a  conductor  of  great 
mobility  ;  and  the  arc  may  be  regarded  as  a  badly  conducting 
chain  of  these  particles,  raised  to  incandescence,  in  consequence 
of  the  resistance  they  offer  to  the  passage  of  the  current. 

The  length  of  the  arc  follows  certain  definite  laws,  and 
these  were  determined  by  Despretz  in  1850.  He  found  that 
the  length  of  the  arc  increased  more  quickly  than  the  number 
of  elements  employed  to  produce  it ;  that  this  increase  is  larger 
with  small  arcs  than  with  large.  The  arc  produced  with  100 
Bunsen  elements  is  nearly  quadruple  that  produced  by  50 
elements  ;  that  resulting  from  200  elements  is  not  triple  that 
from  100 ;  that  from  600  elements  is  about  7k  times  greater 
than  that  from  100.  The  battery  of  600  elements,  coupled  in  a 
single  series,  gives  as  much  as  7'87  inches  of  arc  when  the 
positive  carbon  is  the  higher  ;  that,  when  the  elements  are 
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coupled  in  quantity,  the  length  of  the  arc  increases  less  quickly 
than  the  number  of  elements.  The  arc  from  100  elements 
being  0'98  inches,  it  is  only  2*7  inches  with  600  elements 
coupled  in  six  series  of  100,  whilst  with  the  same  battery  of 
600  elements  coupled  in  tension  it  attains  6'5  inches.  Coupling 
successively  in  quantity  series  of  batteries  of  25  elements  in 
tension,  there  is  obtained  :  for  a  single  series,  nearly  no  arc  at 
all ;  for  two  series,  an  arc  still  too  small  to  be  measured ;  for 
three  series,  0*039  inches  ;  and  for  24  series,  0*45  inches.  The 
same  batteries  coupled  in  tension  give  an  arc  of  6'37  inches, 
that  is,  a  space  between  the  carbons  14  times  greater  than  with 
24  series  coupled  in  quantity.  When  the  positive  pole  is  the 
lower  one,  the  voltaic  arc  is  shorter  than  when  the  negative  pole 
occupies  this  position.  With  six  series  of  100  elements  coupled 
in  quantity,  there  is  obtained  2*9  inches  distance  when  the  posi- 
tive pole  is  the  higher  and  2'2  inches  if  it  be  the  lower.  That 
when  the  electrodes  are  placed  horizontally,  the  arcs  are  shorter 
than  with  vertical  electrodes,  and  then  the  battery  arranged 
for  quantity  is  more  advantageous  than  that  for  tension. 
Thus,  six  series  of  100  elements  coupled  for  quantity  give  a 
horizontal  arc  of  1'6  inches,  and  600  elements,  end  to  end,  give 
only  a  horizontal  arc  of  1'06  inches. 

These  experiments  explain  very  clearly  the  futility  of  con- 
structing lamps  in  which  the  carbons  are  burnt  horizontally, 
as  well  as  the  difficulties  that  constructors  of  magneto-electric 
machines  have  met  in  trying  to  obtain  the  voltaic  light  with 
apparatus  of  great  quantity  and  low  tension. 

The  electric  light  owes  its  special  value  to  the  creation  of 
great  heat  in  small  compass,  and  to  this  end  the  best  known 
means  is  electricity.  This  light  has  great  analogy  to  that  of 
the  sun.  It  causes  the  combination  of  chlorine  with  hydrogen, 
decomposes  chloride  of  silver,  and  it  imparts  phosphorescent 
properties  to  susceptible  substances.  M.  Jamin  has  pointed 
out  that  the  comparison  of  the  electric  arc  to  the  sun,  which  is 
our  highest  conception  of  brilliancy,  may  be  made  in  two 
ways  :  by  the  relative  times  required  to  produce  equal  photo- 
graphic images,  or  by  the  direct  measure  of  the  illuminating 
powers.     Fizeau  and  Foucault  found  by  the  first  process  that 
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the  power  of  the  sun  is  (inly  two  and  a  half  timee  superior  to 

that  of  the  arc  ;  the  second  method  has  proved  that  the  carbon 
points  with  a  powerful  machine  arc  equal  to  the  sun  in  lustre. 

The  light  of  a  gas  flame  is  orange  yellow  when  compared 
to  that  of  the  electric  light.  A  light,  to  be  applicable  for 
purposes  of  illumination,  must  contain  the  seven  primitive 
colours  of  the  spectrum  in  certain  proportions.  All  luminous 
bodies  do  not  contain  these  colours  in  the  same  proportions. 
The  electric  arc,  produced  between  silver  and  carbon,  contains 
only  two  green  bands,  and  if  the  silver  be  replaced  by  other 
metals,  the  spectrum  obtained  is  always  formed  of  brilliant 
lines  separated  by  wide,  dark  spaces.  These  lights  could  not 
be  used  for  illumination. 

The  spectra  of  gas  and  oil  flames  are  continuous;  the  red, 
orange,  and  yellow  are  very  abundant;  there  is  but  little  green, 
almost  no  blue,  and  little  or  no  violet.  These  flames  are  rich 
in  colours,  but  slightly  refrangible,  which  gives  them  their 
orange  tint;  poor  in  highly  refrangible  rays,  and  destitute  of 
indigo  and  violet.  The  red  may  be  removed,  but  it  is  im- 
1  36 ible  to  add  the  indigo  and  violet,  and  this  is  the  cause  of 
their  inferiority.  The  electric  light  is  more  complex ;  it  pro- 
ceeds at  the  same  time  from  the  carbons  and  from  the  arc, 
and  differs  according  to  the  one  or  the  other  of  the  sources. 
That  from  the  carbons  is  white,  and  the  same  as  that  of  the 
sun.     The   light   from   the  arc  itself  is  violet  blue,  and  its 

strum  tends  towards  the  most  refrangible  colours  ;  it  is  the 
opposite  of  gas  or  lamp  light ;  it  contains  little  red,  much  blue, 
and  a  large  excess  of  violet.  It  is  the  light  of  the  arc  which 
gives  to  electric  illumination  the  bluish  tint  objected  to  with 
some  reason.  But  the  superfluous  rays  can  be  removed  from 
the  electric  light  by  the  interposition  of  uranium  glass,  solu- 
tion of  quinine  sulphate,  and  many  other  substances. 

The  production  of  light  is  ordinarily  a  secondary  pheno- 
menon which  accompanies  the  chemical  combination  of  the 
combustible  with  the  oxygen  of  the  air.  This  combination 
removes  the  oxygen  from  the  air,  and  replaces  it  by  vapour 
of  water  and  carbonic  acid  gas.  The  electric  light  has  the 
decided  advantage  of  not  altering  the  state  of  the  atmosplu  re. 
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The  electric  arc  does  not  heat.  This  appears  astonishing 
at  first,  for  all  bodies  fuse  or  volatilize  when  introduced  into 
the  arc.  The  reason  is  that  the  heat-producing  rays  are  by  far 
more  abundant  in  gas  and  lamp  flames,  than  in  the  arc,  which 
emits  the  greatest  amount  of  light  with  the  least  proportion  of 
heat. 

The  fault,  continues  M.  Jamin,  has  often  been  committed 
of  attempting  street  illumination  on  the  lighthouse  system  by 
a  beam  of  light  concentrated  by  reflectors,  and  thrown  along 
the  length  of  the  street.  Such  experiments  have  only  suc- 
ceeded in  blinding  the  by-passers,  and  projecting  long  shadows 
behind  them.  There  are  cases  when  such  concentration  is 
the  only  end  that  is  desired.  In  workshops,  it  is  only  neces- 
sary that  the  workman  shall  have  a  clear  view  of  the  work 
before  him.  It  is  the  same  in  dining-rooms,  billiard-halls, 
reading-rooms,  etc.,  and  no  one  pays  attention  to  the  obscurity 
behind  him.  It  is  different  in  depots,  theatres,  lecture-rooms, 
and  display  storerooms ;  in  these  cases  a  general  illumination 
is  required,  coming  from  all  directions,  and  lighting  every  side 
of  an  object.  When  several  electric  lights  are  placed  in  a 
hall  illuminated  by  gas,  the  eye  immediately  experiences  a 
sort  of  relief,  both  by  the  redoubled  brilliancy  and  by  the  per- 
ception of  colours  which  were  not  before  suspected ;  and,  on 
the  contrary,  if  the  electric  lights  be  suddenly  extinguished, 
the  spectators  are  thrown  into  the  comparative  night  of  the 
old  illumination. 

The  conditions  of  good  electrical  lighting  must  be  deter- 
mined by  a  study  of  the  general  illumination  of  objects  during 
the  day.  When  the  sky  is  clouded,  the  sunlight  pierces  the 
clouds  as  through  a  ground  glass,  and  the  whole  sky  is  like 
an  immense  illuminated  ceiling,  radiating  light  from  every 
point  and  in  all  directions.  The  objects  illuminated  diffuse  in 
their  turn  the  light  which  they  receive,  so  that  there  is  an 
intercrossing  of  rays,  producing  the  effect  of  a  mean  amount 
of  light  everywhere.     This  is  general  illumination. 

Such  is  the  model  that  must  be  followed.  For  this  pur- 
pose the  ceiling,  walls,  and  floors  must  be  well  illuminated, 
that  the  diffused  light  may  be  radiated  into  the  empty  spaces; 
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and,  that  the  quantity  may  be  the  same  everywhere,  it  will  be 
necessary  to  multiply  the  sources  of  light.  That  the  direct 
rays  may  not  painfully  affect  the  retina,  it  will  also  be  neces- 
sary to  diminish  their  brilliancy  by  the  interposition  of  ground 
glass  and  some  fluorescent  substance,  such  as  quinine  sulph 
in  order  to  transform  the  violet  and  ultra-violet  rays  into 
white  light.  Lastly,  and  especially,  it  will  be  necessary  to 
cover  all  openings  by  which  the  light  may  escape. 

The  exterior  light  enters  by  the  windows  during  the  day, 
and  it  is  by  them  that  the  nocturnal  illumination  escapes. 
M.  Jablochkoff  introduced  electric  lighting  into  the  laboratory 
of  the  Sorbonne,  and  the  feeble  effect  it  produced  was  asto- 
nishing. This  laboratory  is  covered  with  a  glass  roof,  by 
which  it  is  well  lighted  during  the  day,  and  by  which  it 
allowed  the  loss  of  at  least  one-half  of  the  light  produced  by 
the  electric  candles.  This  wasted  light  illuminated  the  high 
walls  of  the  surrounding  buildings,  and  gave  a  brilliant  but 
useless  illumination  in  the  court.  The  same  thing  happens 
with  gas,  and  will  occur  with  electricity  in  the  illumination  of 
public  places.  All  of  the  lamps  waste  half  of  their  light  in 
radiation  towards  the  sky.  A  simple  reflector  would  return  it 
to  the  ground  and  double  the  illumination. 
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CHAPTER  II. 
LAMPS   OR   BURNERS,   EMPLOYING   THE    VOLTAIC   ARC. 

Electric  lamps  are  somewhat  generally  known  as  "regu- 
lators," and  are  also  termed  "carbon-holders."  The  ex- 
pression "lamp  or  burner"  will,  however,  be  sufficient  to 
distinguish  that  portion  of,  or  contrivance  in,  the  electric 
circuit  employed  as  a  light-centre. 

Burners  may  be  divided  under  two  heads:— (1)  Those 
in  which  the  voltaic  arc  is  caused  to  exist  between  the  two 
portions  of  an  interrupted  circuit;  (2)  Those  in  which  a 
continuous  portion  of  the  circuit,  being  a  bad  conductor,  is 
heated  to  incandescence  by  the  passage  of  the  current.  It 
is,  however,  highly  probable  that  this  division,  being  arbi- 
trary and  not  generic,  may  at  any  time  be  upset  by  a  new 
invention  based  upon  principles  that  do  not  appear  in  the 
lamps  at  present  invented. 

It  was  not  until  Leon  Foucault,  experimenting  in  1844 
with  a  Bunsen  battery,  hit  upon  the  idea  of  substituting 
retort  carbon  for  common  wood  charcoal  as  the  substance 
for^  electrodes,  that  the  electric  light  promised  to  be  of  use. 
This  opened  up  a  practical  application  of  the  light  to  photo- 
graphic purposes.  The  lamp  was  simply  a  holder  for  the 
carbon  rods,  and  required  help  from  the  hand  of  the 
operator.  Trials  of  the  light  were  made  in  the  Place  de  la 
Concorde,  by  M.  Deleuil,  who  had  previously  experimented 
with  carbons  placed  in  a  receiver  from  which  the  air  had 
been  exhausted. 
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STAITE   AND    EDWABDS'    LAMP. 

T.  Wright,  in  1845,  caused  the  voltaic  arc  to  play  In  t 
discs  of  carbon,  the  origin  of  Lo  Molt's  apparatus.     Staite  and 
W.  Edwards,  in  1846,  introduced  a  lamp  (Fig.  3),  in  which 

Fig.  :;. 


two  carbon  electrodes  are  enclosed  in  small  cases,  meeting 
obliquely  on  a  refractory  and  badly  conducting  substance. 
The  points  are  brought  into  place,  as  consumed,  by  springs. 
A  sliding-piece  and  screw  beneath  the  baseboard  enable  the 
length  of  the  voltaic  arc  to  be  regulated. 

Staite  and  Petrie,  as  well  as  Foucault,  in  1848,  devised 
plans  by  which  the  current  itself  regulated  the  distancing  of 
the  carbons.  These  plans  were  based  upon  the  phenomena — 
(1)  that  an  electric  cm-rent  can  cause  magnetization  according 
to  its  strength;  (2)  that  the  voltaic  arc  as  part  of  the  con- 
ductor, reacts  upon  the  current. 
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Fig.  4. 


LE   MOLT'S   LAMP. 

Le  Molt,  in  1849,  revived  Wright's  idea.  This  lamp 
(Fig.  4)  is  thus  described: — "As  electrodes  producing  the 
light,  I  patent  the  use  of  all  carburetted  matter,  especially 

that  of  retort  carbons,  and  the 
two  combined  movements  of  rota- 
tion and  approximation,  at  given 
intervals,  of  two  discs  of  variable 
depth  and  diameter.  The  discs 
are  maintained,  with  regard  to 
one  another,  in  a  parallel  attitude, 
vertical  or  horizontal,  or,  pre- 
ferably, in  positions  at  right 
angles,  and  conveniently  distanced 
one  from  the  other,  to  produce 
the  electric  light.  The  discs  re- 
volve regularly  upon  two  metal 
axles,  put  into  connection  with 
the  poles  of  the  generating  appa- 
ratus, and  presenting,  successively, 
by  the  combined  rotation  and  ap- 
proximation, all  the  extreme 
points  of  their  circumferences  to 
the  production  and  emission  of 
the  electric  light ;  in  such  manner 
that  at  each  revolution  of  the  discs, 
the  latter  approach  one  another  by  the  distance  which  they 
had  separated  by  the  combustion  of  part  of  the  carbon,  and 
thus  are  always  replaced  in  the  same  position  of  invariable 
distance ;  and  as  the  two  movements  of  rotation  and  approxi- 
mation, combined  with  revolving  electrodes,  may  be  obtained 
with  the  aid  of  any  kind  of  mechanical  system,  it  is  sufficient 
that  I  indicate  in  my  design  one  of  these  arrangements,  to 
illustrate  how  the  rotation  and  approximation  may  be  com- 
bined. I  reserve  to  myself  the  purification  of  carburized 
matter  forming  the  electrodes  emitting  the  light,  by  more 
or  less  prolonged  immersion  in  all  kinds  of  acids,  and  prefer- 
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Fig.  5. 


ably  in  nitric  and  muriatic  acids  mixed,  and  subsequently  in 
fluoric  acid." 

This  lamp  allowed  of  twenty  to  thirty  hours'  continuous 
light ;  but  the  intensity  of  the  light  must  be  less  than  that 
obtainable  with  vertical  carbon  rods. 

AKCHEREAU'S  LAMP. 

Archereau's  lamp  (Fig.  5)  is  the  basis  of  many  minor 
ideas,  including  the  Lancaster  lamp,  and  is  one  of  the 
simplest  and  most  effective  of  its  kind.  It  consists  of  a  hollow 
coiled  copper  wire,  with  a  ver- 
tical standard,  two  carbon 
carriers,  and  a  counterpoise. 
The  upper  carbon  is  carried 
by  a  bar,  sliding  into  and 
turning  at  the  extremity  of  an 
insulated  horizontal  copper  bar, 
in  connection  with  the  negative 
pole  of  the  electric  source. 
The  lower  carbon  rests  on  a 
cylinder,  half  of  copper,  half 
of  iron,  rising  or  falling  in  the 
hollow  bobbin.  The  positive 
pole  of  the  electric  source  is 
attached  to  one  end  of  the  wire 
coil,  and  the  other  end  to  the 
interior  cylinder  of  the  coil. 
A  weight  counterpoises  the 
lower  carbon-holder.  When  the  cm-rent  passes  in  the  ex- 
terior wire,  it  produces  magnetic  action,  causing  the  cj'linder 
to  descend  into  the  bobbin,  interrupting  the  current.  Under 
these  conditions,  the  action  of  the  counterweight  raises  the 
cylinder.  Initially,  the  carbon  points  must  be  brought  into 
contact,  to  establish  the  electric  circuit.  When  the  voltaic 
arc  is  formed,  the  cylinder  remains  fixed  in  the  coil,  and  the 
counterweight  is  motionless.  As  the  voltaic  arc  increases  in 
length,  and  the  current  is  weakened,  the  lower  carbon  rises, 
until  the  current  again  attains  sufficient  power. 
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LACASSAGNE  AND   THIERS'   LAMP. 

Lacassagne  and  Thiers,  observing  the  expense  and  incon- 
venience attending  the  employment  of  clockwork  in  the  lamps 
previously  constructed,  substituted  a  float  acting  in  a  bath  of 
mercury.  Their  patent  dates  in  1855.  A  cylinder  contained 
a  float  upon,  and  in  connection  with,  the  mercury;  the  carbon 
electrode  rested  upon  this  float.  The  float  was  in  connection 
with  the  positive  conductor ;  the  other  carbon  electrode  was 
fixed  in  the  same  axial  line  above  the  electrode  supported  on 
the  float.  As  the  carbon  points  consumed,  so  the  float  rose ; 
but  a  means  of  arranging  the  rise  to  occur  at  the  proper  time 
was  necessary,  and  was  thus  supplied.  Mercury  from  a 
reservoir,  having  entered  the  float  cylinder,  passes  through 
a  tube  placed  in  an  electro-magnet.  In  this  tube  is  an  india- 
rubber  valve,  opened  and  closed  by  a  soft-iron  armature, 
withdrawn  by  a  spring  opposing  the  action  of  the  electro- 
magnet. The  opening  of  the  valve  admits  mercury  to  the 
float  cylinder.  As  the  distance  between  the  electrodes  in- 
creases, the  magnetic  attraction  decreases,  and  the  valve 
opens,  the  incoming  mercury  raising  the  electrode. 

This  lamp  was  before  the  Parisian  public  froin  1855  to 
1859,  and  its  practical  introduction  was  deterred  simply  by 
reason  that  it  was  an  invention  in  advance  of  its  time. 

warren's  lamp. 

A  simplification  of  the  preceding  burner  has  been  sug- 
gested (1878)  by  Bruce  "Warren,  in  which  the  electro-magnet 
is  omitted.  The  following  is  a  description  of  the  experimental 
system : — Ebonite  or  guttapercha  tubes  are  laid  in  the  same 
way  as  gas-pipes  in  a  house,  and  at  suitable  places  are  in- 
serted ebonite  taps,  which  communicate  with  a  reservoir  of 
mercury,  on  which  floats  the  carbon  pencil ;  the  upper  carbon 
is  merely  suspended  by  a  good  conducting  substance  to  the 
"earth,"  etc.  The  system  of  tubes  is  connected  with  a  small 
tank  of  mercury  at  the  top  of  the  building,  which  fills  the 
tubes,  and  acts  as  conductor  and  regulator  at  the  same  time. 
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When  the  taps  are  open,  the  mercury  completes  the  circuit, 

hut  simply  breaking  the  column  of  mercury. 

On  an  exp<  rimental  scale,  glass  tubing  and  a  ft  w  T-pieces  con- 

d  with  vulcanized  rubber  tubing  ai  few  pinch- 

the  purposes  of  taps.     If  a  tank  of  mercury  is 
i  for  each  floor  of  a  building,  the  tanks  themselves,  which 
may  be  of  iron,  insulated  from  the  walls,  may  be  all  conn< 

•her  with  stout  copper  conductors,  so  that  one  generator 
supplies  the  electricity  for  all  the  carbons.  It  is  better  to 
have  a  metal  tap  to  regulate  the  pressure,  and  an  ebonite  tap 
for  extinguishing  and  relighting,  so  as  not  to  interfere  with 
the  resistance  of  the  circuits.  An  india-rubber  washer  is 
placed  on  the  carbon,  through  which  it  slips  easily,  whilst  it 
prevents  the  mercury  from  flowing  over.  The  flotation  of  the 
carbon,  and  the  cohesion  of  the  mercury,  will  enable  the  friction 
through  the  washer  to  be  so  adjusted  that  no  inconvenience 
will  arise  from  a  column  of  mercury  the  height  of  any  ordinary 
room.  For  the  convenience  of  replacing  the  carbons,  a  4-way 
piece,  fitted  with  a  pinch-cock  at  its  lower  end,  so  as  to  empty 
the  branches  carrying  the  carbon,  may  be  used  instead  of  the 
T-piece. 

The  accompanying  diagram  (Fig.  6)  illustrates  an  arrange- 
ment which  was  used  as  a  double-light  chandelier.  M  is  a 
small  tank  containing  a  few  ounces  of  mercury ;  G  is  a  glass 
tube  of  small  bore,  connected  with  the 
funnel  M  and  the  4-way  piece  T  by  means 
of  small  pieces  of  rubber  tubing.  This  is 
more  convenient  than  welding  the  parts 
together  by  heat,  since  it  allows  the  use 
of  pinch-cocks  instead  of  taps.  The  dis- 
tance of  the  ends  of  the  glass  from  each 
other  in  the  rubber  tubing  should  be  only 
sufficient,  so  as  to  allow  the  closing  of  the 
tubes.  As  C  i  I  I  are  ordinary  Mohr's 
clips,  by  closing  the  lower  end  of  T  and 
filling  M  with  mercury,  the  tube  G  and  arms  A  A'  are  filled 
with  mercury.  The  clip  C  being  closed  and  that  at  < 
being  opened,   the  mercury  in  A  A'  may  be  drawn  out  for 
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putting  in  fresh  carbons.  A  wire  from  a  battery,  B,  dips 
into  the  mercury  at  the  funnel  M,  whilst  the  other  wire 
from  the  battery  is  carried  to  two  pieces  of  carbon,  L  L", 
lightly  suspended  over  the  pencils  P  P'.  The  pencils  pass 
through  rubber  washers,  R  E',  with  slight  friction  only  in  the 
top  of  the  arms  A  A'.  The  arms  A  A'  may  be  made  by 
simply  bending  two  short  pieces  of  tubing  and  contracting 
them  slightly  at  the  top.  The  whole  may  be  readily  extem- 
porized by  using  Hoffman's  voltameter,  or,  preferably,  a 
modification  of  this,  supplied  with  an  opening  at  C".  Of 
course,  the  stop-cocks  would  be  removed.  This  lamp  arrange- 
ment can  be  fitted  up  very  efficiently  for  experiment  at  the 
cost  of  a  few  pence. 

A  somewhat  similar  lamp  has  been  shown  by  F.  Higgins. 

DUCRETET'S  LAMP 

Is  similar  in  principle  to  the  preceding.  It  (1879)  consists 
in  the  employment  of  a  column  of  mercury  in  which  one  or 
more  carbons  are  placed.  The  different  densities  of  these 
substances  causes  the  carbon  to  rise  to  the  surface.  To 
obtain  the  light,  a  carbon  of  somewhat  larger  section 
than  the  one  immersed  vertically  in  the  mercury  is  placed 
horizontally,  so  that  the  end  of  the  vertical  carbon  im- 
pinges against  it.  The  light  obtained  is,  therefore,  similar 
to  the  Eeynier  or  Werdermann  light.  A  battery  of  six  to 
ten  Bunsen  elements  has  given  good  effects.  One  advantage 
of  this  system  is  that  the  resistance  of  the  circuit  remains 
almost  constant,  that  portion  of  the  vertical  carbon  between 
the  level  of  the  mercury  and  the  horizontal  electrode  forming 
what  may  be  termed  the  real  resistance  of  the  circuit.  It 
should  be  noticed,  however,  that  the  resistance  is  not  abso- 
lutely constant,  inasmuch  as  the  carbon  being  consumed,  the 
level  of  the  mercury  will  be  slightly  lowered,  and  so  the 
resistance  is  really  increased  by  a  constant  quantity. 

gaiffe's  lamp. 

This  burner  returns  to  electro-magnetic  principles.     It  is 
enclosed,  as  regards  the  mechanism,   in  a  cylindrical  case, 
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A  B  C  D  (Fig.  7).  A  cover, 
F,  easily  lifted  off,  allows  of 
examination  of  the  mecha- 
nism, and  is  clamped  by  a 
screw,  G.  H  is  the  upper 
carbon-holder,  and  H'  the 
lower.  I  is  a  racked  copper 
bar,  commanding  the  carbon- 
holder  H,  and  moves  in  the 
interior  of  a  hollow  column,  J, 
fixed  vertically  on  the  plate 
A  B.  This  bar  terminates  in 
a  stop-piece  mounted  at  right 
angles,  to  limit  the  ascending 
distance.  I  is  a  racked  soft- 
iron  bar,  with  a  stop-piece, 
commanding  the  carbon- 
holder  H'.  This  bar  de- 
scends vertically  into  the 
interior  of  the  coil  I. 

I,  a  vertical  coil,  acting, 
when  the  circuit  is  closed, 
upon  the  bar  K,  which  then 
descends  under  the  influence 
of  the  attraction  to  which  it 
becomes  subject. 

0,  two  wheels,  toothed  and 
turning  freely  on  the  axle  N. 
These  wheels  are  insulated 
from  each  other  by  an  ivory 
disc ;  their  diameters  are  as 
2:1.  The  larger  engages 
with  the  bar  I,  and  the 
smaller  with  the  bar  K ; 
consequently,  when  the  bar 
K  is  raised  or  lowered  to  a 
certain  extent,  the  bar  I  is 
raised  or   lowered   to   double 
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the  extent.  This  arrangement  compensates  the  unequal  con- 
sumption of  the  carbons,  under  the  action  of  a  current  of 
constant  direction.  A  barrel,  fixed  to  the  wheels  0,  holds  a 
clock-spring,  one  end  of  which  is  fixed  to  the  barrel  itself, 
and  the  other  to  the  axle  N  ;  this  acting  spring  on  the  barrel, 
and  consequently  on  the  tooth- wheels,  tends  constantly  to 
approximate  the  bars  I  and  K,  and  with  these  the  carbons. 

M  is  a  steel  axle,  on  which  the  wheels  0  and  the  barrel 
are  mounted.  This  axis  is  grasped  between  bearings,  which 
admit  of  its  revolving  for  the  regulation  of  the  barrel-spring. 
The  end  of  the  axle  is  squared,  for  the  use  of  a  key.  The 
coil  I  is  pierced  centrally,  to  allow  for  passage  of  the  bar  K. 
The  pinions  E  are  mounted  on  an  axle,  N,  and  these  may  be 
displaced  parallel  to  themselves,  to  actuate  the  wheels  0,  and 
consequently  the  bars  I  and  K.  By  these  pinions  the  luminous" 
arc  can  be  maintained  by  hand  in  a  given  focus,  without 
interrupting  the  action  of  the  apparatus.  V  is  an  adjustable 
clamp  acting  on  the  carbon-holder  H.  N  and  P  are  the 
negative  and  positive  terminals  for  the  conductors  of  the 
electric  current.  X  is  a  bar  conducting  the  current  from  the 
terminal  P  to  the  column  J.  Y  is  a  guide-wheel  entering, 
through  a  slot  in  the  column  J,  into  contact  with  the  bar  I, 
to  insure  electric  communication.  The  terminals  N,  P,  and 
the  bar  X  and  column  J,  are  insulated  with  ebonite. 

The  current,  entering  by  the  terminal  P,  passes  through 
X,  J,  I,  V,  H,  H',  K,  the  coil  I,  to  the  terminal  N.  When  the 
circuit  is  not  complete,  the  carbons  are  maintained  in  contact 
with  each  other  by  the  action  of  the  spring  in  the  barrel. 
When  the  circuit  is  completed,  the  coil  attracts  the  bar  K,  the 
movement  of  which,  combined  with  that  of  the  bar  J,  deter- 
mines the  distance  of  the  carbons  and  the  production  of  the 
voltaic  arc.  That  this  action  occur,  it  is  necessary  for  the 
attractive  force  of  the  bobbin  to  be  slightly  biased  in  favour 
of  the  spring.  If  the  spring  is  too  tense,  the  two  carbons 
remain  drawn  together,  or  are  brought  too  near  to  give  light 
of  sufficient  intensity ;  if  not  tense  enough,  the  action  of  the 
coil  predominates,  the  length  of  arc  becomes  too  great,  and 
the  circuit  interrupted. 
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DUB0S4  Q*8   LAMP. 

Foucault's  lamp, 
perfected  by  Duboscq, 

was    for    many    years 
the  electric  lamp.     Its 
results  were,    in    fact, 
second  only  to  those  of 
the  Serrin  lamp,  sub- 
sequently    introduced. 
The        electro-magnet 
(Fig.    8)    attracts    an 
iron  plate  at   the  end 
of    a    bent    lever.     A 
spiral  spring  balances 
magnetic  attraction,  so 
that    contact  is   made 
only      under      certain 
conditions    of    current 
strength.     This  spring 
is  attached  to  a  small 
jockey-lever,  which  ad- 
mits of  adjustment  of 
the  spring,  and  conse- 
quently  of   the    sensi- 
tiveness of  the   larnp. 
Above  the  electro-mag- 
net    is     a     clockwork 
movement      actuating 
two  carbon-holders,  in 
gearing  with  wheels  of 
different  diameters.    A 
rocking -bar     connects 
this  clockwork  mecha- 
nism to  the  armature, 
and   serves   as    detent 
to  an  escapement  that 
arrests  the  movement 
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of  the  clockwork  when  the  arc  has  suitable  length.  When 
the  arc  surpasses  a  normal  length,  and  its  resistance  in- 
creases, the  armature  is  attracted,  and  the  detent  liberates  the 
clockwork. 

This  lamp  has  had  considerable  employment  in  theatrical 
displays  and  in  laboratory  experiments. 

SIEMENS'   LAMP. 

This  lamp  has  been  the  subject  of  considerable  trial. 
Under  its  original  form,  it  was  invented  and  constructed 
by  Herr  von  Hefner-Alteneck,  who  was  also  the  inventor 
of  the  Siemens'  dynamo-electric  machine.  This  able 
mechanician  succeeded  in  producing  a  lamp  that,  as 
regard  mechanical  principles,  was  at  the  time  of  intro- 
duction, and  for  long  subsequently,  unrivalled ;  but  that  had 
one  inherent  defect,  not  unconsidered  in  the  Serrin  lamp, 
namely,  want  of  promptness  in  action  under  sudden  variations 
in  current  strength.  This  superiority  of  the  Serrin  lamp  will 
be  apparent  when  the  immediate  attraction  or  direct  pull 
of  the  electro-magnet  in  the  Serrin  lamp  is  regarded,  as 
compared  with  the  slow  movement  of  separation  of  the 
carbons  imparted  by  the  to  and  fro  motion  of  the  ratchet 
and  pawl  system  adopted  in  the  Siemens'  lamp.  The  position 
of  the  carbons  is  regulated,  as  in  the  Serrin  lamp,  by  the 
weight  of  the  upper  carbon-holder,  which  tends  to  close  the 
carbons  together  as  consumption  accrues.  The  separation 
is,  in  the  Siemens'  lamp  (Fig.  9),  effected  by  a  small  electro- 
magnetic motor. 

The  upper  carbon-holder,  moving  freely  in  a  vertical  plane, 
is  connected  to  the  lower  carbon-holder,  by  a  rackwork  and 
toothed  wheels.  When  the  approximation  of  the  carbon  rods 
increases  the  intensity  of  the  current  beyond  normal  limits, 
the  electro-magnet  E  attracts  the  armature  A.  This  armature 
is  withheld  by  the  counter  force  of  the  spring  /,  which  also 
retains  the  bar  T,  centred  at  L,  against  the  stop  d.  When 
the  electro-magnet  overcomes  the  spring  and  attracts  the 
armature,  contact  is  established  at  c ;  and  as  soon  as  the 
current  ceases  in  the  coils  of  the  electro-magnet,  the  armature 
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returns  to  its  initial  position.     The  vibrations  of  the  bar  7 
are   communicated  by  a  pawl  and  ratchet    movement,  I   V 
to    the    carbons,    and 
paration. 

When  the  armature 
lies  its  normal 
position,  a  stud,  n,  com- 
pels the  pawl  to  leave 
the  teeth  of  the  ratchet 
wheel,  and  allows  the 
carbon  -  holder  racks 
free  action. 

The  velocity  of  ap- 
proach of  the  carbon- 
holders  is  regulated  by 
a  fly,  w,  actuated  by  w 
the  train  R.  This  train 
is  controlled  by  a 
ratchet  stop,  which  is 
not  carried  forward  by 
the  wheel  U,  when  the 
pawl  s  is  in  action. 

If  this  lamp  is  to 
be  used  with  currents 
alternating  in  direc- 
tion, the  magnet  E 
works  in  a  similar 
manner,  but  the  oscil- 
lations of  the  arma- 
ture are  produced  by 
the  mere  change  of 
polarity.  A  button  on 
the  case  of  the  lamp 
allows  of  causing  the 
racks  to  engage  with 
toothed  wheels,  either 
in  the  relation  of  equal  ratios  or  as  1 :  2.  The  successful 
working  of  this  lamp  is  chiefly  due  to  the  employment  of  one 
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point  of  support  for  the  armature,  instead  of  two.  In  the 
latter  case,  one  point  of  support  corresponds  to  the  period  of 
attraction,  and  the  second  to  the  period  of  release.  There  are 
no  clockwork  springs  in  the  construction.  At  the  contact 
only  weak  sparks  appear,  consequently  there  is  not  much 
wear. 

Various  other  forms  of  lamps  have  been  introduced  by 
Siemens,  notably  a  form  identical  with  Kapieff's  and  Wilde's 
candle-lamps;  but,  as  the  latter  inventors  appear  to  have 
priority  of  publication,  their  names  have  been  retained  to 
the  apparatus  as  described  in  this  work. 

serein's  lamp. 

This  lamp  deserves  more  than  honourable  mention  in  the 
list  of  apparatus  utilized  for  the  production  of  the  electric 
light.  Indeed,  the  grand  prix  should  be  awarded  it,  as  it 
stands  as  a  source  of  electric  illumination,  both  in  date 
and  practicability,  before  any  other  system  giving  results 
of  a  nature  beyond  those  of  mere  experimental  or  laboratory 
researches.  M.  Serrin's  lamp  has  effected  for  electric 
illumination  what  M.  Gramme's  machine  has  equally  effected 
as  an  electric  source.  These  two  inventions,  from  their 
practical  nature,  have  been  the  stepping-stones  that  have 
enabled  other  inventors  to  cross  the  brook  of  success,  and  due 
merit  must  be  accorded  them  in  any  record  of  inventions  in 
this  branch  of  technology. 

For  the  practical  production  of  the  electric  light,  in  any 
electric  lamp  dependent  upon  the  production  of  the  arc  as  a 
source  of  light,  it  is  first  necessary  that  the  carbon  points 
should  be  in  contact.  When  the  circuit  has  been  thus  estab- 
lished, the  points  must  be  separated  to  a  distance  sufficient 
to  produce  a  constant  arc.  The  lamp  must  be  arranged  to 
bring  the  carbon  points  together  as  they  are  consumed, 
either  under  the  influence  of  atmospheric  combustion  or 
conveyance  of  the  electric  current.  M.  Serrin's  lamp  satisfies 
these  conditions,  in  the  simplest  manner  consistent  with 
the  employment  of  mechanism.  This  lamp  (Fig.  10)  con- 
sists of  an  electro-magnet  A,  bars   B  and  C,  armature  D, 
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stop-piece  E,  spring  F,  eccentric  G,  positive  carbon-holder 
H ;  tie-pieces  I  and  J,  the  one  fixed,  the  other  adjustable ; 
tension  lever  KL;  a  double  parallelogram  M  N  P  Q,  with 
clockwork  movement  0,  and  adjusting  screws  E  and  S ;  a 
binding  screw  T,  an  ivory  stop  V,  in  use  only  when  the 
lamp  is  out  of  action. 

The  positive  carbon  is  held  above  the  negative  carbon  by 
a  massive  bar.  The  following  description  is  related  to  the 
various  actions  of  the  lamp,  which,  of  course,  in  practice 
occur  nearly  synchronously.  The  approximation  of  the 
carbon  points  occurs  by  the  positive  carbon-holder  tending 
to  descend  vertically  under  its  gravitating  action.  At  its 
lower  end  the  holder  has  a  rack,  engaging  with  a  toothed 
wheel  0,  communicating  motion  to  the  train.  On  the  same 
arbor  is  a  pulley,  of  diameter  half  that  of  the  wheel.  A 
smaller  pulley  and  a  linked  chain  communicate  motion  to 
this  larger  pulley;  the  chain  is  attached  to  a  standard,  F,  form- 
ing part  of  the  negative  carbon-carrier.  By  this  multiplying 
arrangement  the  amount  of  motion  given  to  the  negative 
carbon-holder  is  half  that  of  the  positive  holder,  which  com- 
pensates for  the  inequality  in  consumption  of  the  two  carbons 
under  the  action  of  a  constant  current. 

The  rate  of  descent  of  the  positive  carbon  is  regulated  by 
a  fly  and  train  of  wheels,  in  connection  with  which  is  a  radial 
wheel  acting  as  a  detent. 

The  requisite  distance  between  the  carbon  points  is  at- 
tained by  a  somewhat  complicated  piece  of  mechanism.  The 
vertical  side  M  Q  of  a  double-jointed  parallelogram  is  fixed, 
two  other  sides  M  N,  P  Q,  have  horizontal  motion,  and  to  the 
side  N  Q  is  connected  a  soft-iron  armature  D.  The  effect  of 
gravitation  of  the  upper  carbon-holder  upon  the  parallelogram 
is  counterbalanced  by  two  springs,  one  on  the  lower  horizontal 
side,  and  the  other  on  the  movable  vertical  side  of  the  paral- 
lelogram. The  tension  of  the  latter  spring  can  be  adjusted 
by  a  thumb-screw,  R,  acting  upon  a  bent  lever,  LK.  A  is  an 
electro-magnet.  The  positive  pole  of  the  electric  source  is 
connected  direct  to  the  body  of  the  apparatus,  and  the  electric 
current  passes  from  the  upper  carbon  to  the  lower  carbon, 
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thence  by  the  holder  aud  insulated  conductor  S  to  the  electro- 
:net,  which  is  at  the  other  end  of  its  coil,  in  connection 
with  the  negative  pole  of  the  electric  source.  The  electro- 
magnet overcomes  at  a  given  moment  the  tension  of  the 
springs,  causing,  by  its  attraction  upon  the  soft -iron  armature, 
the  parallelogram  to  descend,  and  with  it  the  negative  carbon. 
The  vertical  movable  side  of  the  parallelogram  carries  a  jockey, 
B,  which,  as  it  descends,  enters  between  the  arms  of  the 
radial  wheel,  detaining  the  movement  of  the  train  of  wheels, 
and  consequently  of  the  racks. 

"When  the  current  enters  the  apparatus,  the  electro-magnet 
becomes  excited,  attracts  the  armature,  draws  down  the  paral- 
lelogram and  lower  carbon,  the  point  of  which  is  separated 
from  that  of  the  upper  carbon.  As  the  carbons  are  con- 
sumed or  separated,  the  current  becomes  weakened,  a  reverse 
action  takes  place,  and  the  carbons  are  brought  together  by 
the  weight  of  the  upper  holder  and  train  of  wheels,  which  are 
allowed  to  come  into  play  by  the  raising  of  the  detent. 

These  actions  constantly  occurring  or  being  balanced,  a 
constant  voltaic  arc  is  maintained,  and  with  chemically  pure 
carbons  and  regular  electric  source,  a  light  may  be  obtained 
as  steady  as  that  of  a  gas-burner. 

CARRES   LAMP. 

M.  Carre  introduced,  in  1875,  an  improvement  in  Serrin's 
lamp,  by  employing  a  double  solenoid  instead  of  an  electro- 
magnet, with  an  S-shaped  armature,  oscillating  around  a  pivot 
at  its  centre,  the  two  ends  entering  a  curved  bobbin.  "When 
the  current  is  interrupted,  the  armature  is  withdrawn  by 
springs,  a  detent  releases  the  mechanism,  and  the  carbons 
come  into  contact,  the  mechanism  being  driven  by  the  weight 
of  the  upper  carbon-holder.  When  the  circuit  is  complete, 
the  armature  ends  are  sucked  into  the  solenoid,  and  separa- 
tion of  the  carbons  results.  The  lamp  does  not  appear  to 
have  met  with  extended  application. 

LOXTIX'S   LAMP. 

If.  Lontin's  improvement  upon  the  Serrin  lamp  consists 
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in  substituting  for  the  electro-magnet  a  metallic  bar,  so  ar- 
ranged that  its  expansion  under  the  heat  produced  by  the 
passage  of  the  current  through  it,  causes  the  separation  of  the 
carbon  points.  Although  carried  out  to  great  perfection  in  its 
results,  details  of  this  lamp  have  not  been  published,  and  it 
is  still,  we  believe,  considered  as  being  under  trial  by  its 
inventor. 

In  another  improved  form,  M.  Lontin  inverts  the  action 
of  the  Serrin  lamp,  causing  the  current  to  be  interrupted 
where,  in  the  ordinary  form  of  lamp,  it  was  continuous. 
The  inversion  will  be  readily  understood  from  consideration  of 
the  illustration  of  the  Serrin  lamp. 

M.  Lontin  has  also  introduced  a  form  of  lamp  in  which 
the  action  of  gravity  is  dispensed  with,  and  allowing  of  any 
length  of  carbon  being  employed.  This  lamp  is  shown  in 
Fig.  11,  in  which  clockwork  or  an  electro-magnet  causes  a  bar, 


Fig.  11 


running  parallel  with  the  carbons,  to  revolve.  The  motion  is 
imparted  by  bevelled  wheels  to  others  which  cause  the  carbon- 
carriers  to  revolve,  and  to  carry  the  carbons  gradually  forward. 
The  carriers  hold  the  carbon  about  two  inches  from  the  end 
of  the  carbon  point,  reducing  the  resistance  to  that  due  to 
this  length  of  carbon,  instead  of  giving  the  resistance  due  to 
the  whole  length  of  carbon,  as  in  many  systems.  This  lamp 
is  arranged  to  work  horizontally,  but  this  arrangement  is  not 
to  be  considered  an  advantage,  for  experiments  have  shown 
that  horizontal  carbons,  placed  end  to  end,  give  at  least  80 
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\><  r  a  at.  1<  ss  light  than  the  Bame  carbons  so  placed  vertically. 
The  cause  has  not  been  explain*  d. 

gibouabd's  lamp. 

This  lamp  (1876)  consists  of  two  parts — the  actual  lamp, 
with  a  clockwork  movement  for  approximating  and  separating 
the  carbons  ;  and  a  kind  of  relay  or  regulator,  placed  near  the 
lamp,  and  actuated  by  means  of  a  portable  constant  battery. 
These  two  apparatus  have  distinct  circuits,  that  upon  which 
the  relay  is  placed  controlling  the  advancement  and  with- 
drawal of  the  carbons.  The  lamp,  from  its  complication  of 
secondary  relay  mechanism,  has  not  met  with  general  appli- 
cation. 

way's  T.AMr. 

Professor  Way,  in  1856,  devised  a  lamp  in  which  the  car- 
bons were  replaced  by  a  fine  stream  of  mercury  running  from 
a  ^mall  funnel,  and  falling  into  an  iron  capsule.  One  pole  of 
the  electric  source  was  put  in  connection  with  the  funnel,  and 
the  other  with  the  capsule.  The  intensely  heated  liquid  vein 
was  enclosed  in  a  glass  chimney  of  narrow  dimensions,  to 
prevent  condensation  of  the  mercurial  vapours,  and  as  the 
combustion  was  thus  effected  out  of  contact  with  atmospheric 
oxygen,  oxidation  of  the  metal  did  not  occur.  As  with  all 
mercurial  lamps,  great  danger  arises  from  volatilization  of  the 
mercury,  the  inventor  himself,  in  this  case,  falling  a  victim  to 
the  poisonous  action. 

THOMSON  AND  HOUSTON'S  LAMP. 
Having  been  engaged  in  an  extended  series  of  experimental 
researches  on  dynamo-electric  machines,  and  their  application 
to  electric  lighting,  the  attention  of  Professors  Houston  and 
Thomson  was  directed  to  the  production  of  a  system  that  will 
permit  the  use  of  a  feebler  current  for  producing  an  electric 
light  than  that  ordinarily  required;  or,  in  other  words,  the 
use,  when  required,  of  a  current  of  insufficient  intensity  to 
produce  a  continuous  arc.  At  the  same  time,  the  system 
should  permit  the  use  of  a  powerful  current,  in  such  a  manner 
as  to  operate  a  considerable  number  of  electric  lamps  placed 
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in  the  same  circuit.  As  is  well  known,  when  an  electric 
current,  flowing  through  a  conductor  of  considerable  length, 
is  suddenly  broken,  a  bright  flash,  called  the  extra  spark, 
appears  at  the  point  of  separation.  The  extra  spark  will 
appear,  although  the  current  is  not  sufficient  to  sustain  an 
arc  of  any  appreciable  length  at  the  point  of  separation. 

In  this  system,  one  or  both  of  the  carbon  electrodes  are 
caused  to  vibrate  to  and  from  each  other.  The  electrodes  are 
placed  at  such  a  distance  apart,  that  in  their  motion  towards 
each  other  they  touch,  and  afterwards  recede  to  a  distance 
which  can  be  regulated.  These  motions  or  vibrations  are 
made  to  follow  one  another,  at  such  a  rate  that  the  effect  of 
the  light  produced  is  continuous ;  for,  when  flashes  of  light 
follow  one  another  at  a  rate  greater  than  twenty-five  to  thirty 
per  second,  the  effect  produced  is  that  of  a  continuous  light. 

In  practice,  instead  of  vibrating  both  electrodes,  it  was 
found  necessary  to  give  motion  to  but  one;  and  since  the 
negative  electrode  may  be  made  of  such  size  as  to  waste  very 
slowly,  motion  is  imparted  to  it,  in  preference  to  the  positive. 
The  carbon  electrodes  can  be  replaced  by  those  of  various 
substances  of  sufficient  conducting  power.  The  following  is  a 
description  of  one  of  the  forms  of  electric  lamp  devised  to  be 
used  in  connection  with  this  system  of  electric  lighting  : — 

A  flexible  bar,  b,  of  metal  (Fig.  12)  is  firmly  attached  at 
one  of  its  ends  to  a  pillar  p,  and  bears  at  its  other  end  an 
iron  armature,  a,  placed  opposite  the  adjustable  pole-piece 
of  the  electro-magnet  m.  A  metal  collar,  c,  supports  the 
negative  electrode,  the  positive  electrode  being  supported  by 
an  arm,  j,  attached  to  the  pillar  p.  The  pillar  p  is  divided, 
by  insulation  at  i,  into  two  sections,  the  upper  one  of  which 
conveys  the  current  from  the  binding-post,  marked  -f ,  to  the 
arm  j,  and  the  rod  r,  supporting  the  positive  electrode.  The 
magnet  m  is  placed,  as  shown  by  the  dotted  lines,  in  the 
circuit  which  produces  the  light.  The  pillar  p  is  hollow, 
and  has  an  insulated  conducting  wire  enclosed,  which  connects 
the  circuit-closer  v  to  the  binding-post,  marked  — .  The 
current  is  conveyed  to  the  negative  electrode,  through  b  and 
the  coils  of  the  magnet  m.     When  the  electrodes  are  in  con- 
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tact,  the  current  circulating  through  m  renders  it  magnetic 
and  attracts  the  armature  a,  thus  separating  the  electrodes, 
when,  on  the  weaken- 
ing of  the  current,  the 
:city  of  the  rod  b 
again  restores  the  con- 
tact. During  the  move- 
ment of  the  negative 
electrode,  since  it  is 
caused  to  occur  many- 
times  per  second,  the 
positive  electrode, 

though  partially  free 
to  fall,  cannot  follow 
the  rapid  motions  of 
the  negative  electrode ; 
and,  therefore,  does 
not  rest  in  permanent 
contact  with  it.  The 
slow  fall  of  the  positive 
electrode  is  ensured 
either  by  properly  pro- 
portioning its  weight,  ,, 
or  by  partly  counter-  u 
poising  it.  The  posi- 
tive electrode  thus 
becomes  self-feeding. 
The  rapidity  of  move- 
ment of  the  negative 
carbon  may  be  con- 
trolled   by    means    of 

the  rigid  bar  /,  which  acts,  practically,  to  shorten  or  lengthen 
the  part  vibrating. 

In  order  to  obtain  an  excellent  but  free  contact  of  the  arm 
with  the  positive  electrode,  the  rod,  made  of  iron,  passes 
through  a  cavity  filled  with  mercury,  placed  in  electrical  con- 
tact with  the  arm.  Since  the  mercury  does  not  wet  the  metal 
rod,  or  the  sides  of  the  opening  through  which  it  passes,  free 
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movement  of  the  rod  is  allowed  without  any  escape  of  the 
mercury.  This  feature  could  be  introduced  advantageously 
into  other  forms  of  electric  lamps. 

In  order  to  prevent  a  break  from  occurring  in  the  circuit, 
when  the  electrodes  are  consumed,  a  button,  u,  is  attached  to 
the  upper  extremity  of  the  rod  R,  at  such  a  distance  that 
when  the  carbons  are  consumed  as  much  as  is  deemed 
desirable,  it  comes  into  contact  with  a  tripping  lever  T,  which 
then  allows  two  conducting  plugs,  attached  to  the  bar  v,  to 
fall  into  their  respective  mercury  cups,  attached,  respectively, 
to  the  positive  and  negative  binding-posts  by  a  direct  wire. 
This  action  practically  cuts  the  lamp  out  of  the  circuit. 

keynier's  lamp  with  continuous  circuit. 

If  a  very  intense  current  of  electricity  is  led  through  a 
resisting  and  refractory  conductor,  such  as  a  pencil  of  carbon, 
the  temperature  of  this  conductor  rises  to  a  dazzling  white 
heat,  and  it  then  emits  a  vivid  light.  The  principal  difficulty 
to  be  overcome  is  to  limit  the  undue  waste  of  the  luminous 
conductors — a  waste  which  is  very  rapid,  even  in  an  enclosed 
space,  on  account  of  the  volatilization  and  disaggregation  of 
the  carbon  pencils,  and  greatly  accelerated  in  the  open  air, 
by  the  rapid  combustion  of  the  incandescent  carbon.  In  the 
various  systems  of  electrical  lamps  with  continuous  conductors, 
the  renewing  of  the  carbon  points  is  performed  in  the  follow- 
ing manner  : — The  incandescent  pencil  is  placed  in  the  circuit 
with  fixed  contacts,  and  remains  until  the  circuit  is  broken 
by  the  carbon  being  consumed ;  the  light  is  then  extinguished. 
The  current  now  suddenly  passes  from  this  carbon  to  another, 
which  is  consumed,  the  circuit  broken  in  its  turn,  and  so  on. 
This  method  is  open  to  many  objections :  there  is  an  inter- 
ruption of  the  current,  accompanied  by  an  extinction  of  the 
light,  at  every  rupture  of  the  pencil ;  the  luminous  intensity 
varies  continually  on  account  of  the  gradual  thinning  of  the 
carbon;  the  conductor  only  gives  its  maximum  of  light  at 
the  moment  next  to  that  of  rupture ;  finally,  the  proposed 
apparatus  can  scarcely  work,  except  in  an  hermetically 
closed  space. 
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Fig.  13. 


In  Reynier's  Bysiem  the  renewal  of  the  carbon  is  pro- 
gressive. The  carbon,  incandescent  a  part  of  its  length, 
advances  almost  continuously,  till  the  whole  available  p;trt 
has  been  consumed.  This  system  can  operate  in  the  open 
air.  The  following  is  the  principle  : — A  cylindrical  or  pris- 
matic pencil  of  carbon  forms  part  of  an  electrical  circuit, 
continuous  or  alternate,  sufficiently 
intense  to  render  this  part  incan- 
descent. The  cm-rent  enters  or  leaves 
at  the  point  of  contact  (Fig.  13)  ;  it 
leaves  or  enters  at  the  lower  contact 
wheel.  The  upper  contact,  which  is 
elastic,  compresses  the  pencil  late- 
rally ;  the  contact  wheel  touches  it  at 
its  end.  Under  these  conditions,  the 
carbon  is  consumed  at  its  extremity 
more  quickly  than  at  any  other  place, 
and  tends  to  diminish  in  length.  Con- 
sequently, if  the  carbon  is  steadily 
forced  in  the  direction  of  the  arrow, 
it  will  gradually  advance  as  it  is  con- 
sumed, sliding  through  the  lateral 
contact,  so  as  to  press  continuously 
on  the  contact  wheel.  The  rotation 
of  this  wheel  is  made  dependent  on 
the  progressive  movement  of  the  car- 
bon, so  that  the  weight  of  the  latter, 
exerted  at  its  end,  acts  as  a  brake 
on  the  mechanism  of  the  motion. 

This  apparatus  gives  a  clear  white 
light  with  four  Bunsen  elements ;  with 
a  more  powerful  electrical  source, 
several  lamps  of  this  system  may  be 
operated.  "With  a  battery  of  thirty- 
six  elements,  grouped  in  two  series  of 
eighteen  each,  four  lamps  have  been 
placed  in  a  single  circuit.  Each  of  the  four  lamps  could 
be  extinguished  and  relighted   individually,  the  three  others 
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continuing  unaffected.  Light  has  been  obtained  from  one 
of  these  lamps  by  means  of  the  current  of  a  small  Gramme 
machine,  worked  with  treadle,  as  employed  for  the  labora- 
tory. Finally,  a  fine  light  has  been  obtained  with  a  battery 
of  three  Plante  (secondary)  elements,  which  were  charged 
during  the  afternoon  at  the  establishment  of  M.  Breguet, 
and  carried  charged  to  the  hall  where  they  were  exhibited. 
M.  Eeynier  remarks  that  this  experiment  may  be  considered 
as  a  step  towards  the  application  of  the  electric  light  to 
domestic  purposes. 

In  the  most  recent  arrangement  of  this  lamp,  the  revolu- 
tion of  the  turning  contact  is  obtained  from  the  tangential 
component  of  the  pressure  of  the  carbon  pencil  on  the  cir- 
cumference of  the  disc ;  thus,  the  end  of  the  pencil  never 
leaves  the  revolving  contact,  and  all  causes  of  irregularity 
in  the  light  are  obviated. 

The  brake  for  retarding  the  progress  of  the  carbon  rod 
is  operated  in  the  following  manner : — The  contact  wheel  is 
carried  by  a  lever ;  the  pressure  exerted  by  the  carbon  on 
the  wheel  causes  a  shoe  to  press  on  the  face  of  a  wheel, 
which  is  revolved  by  means  of  the  weight  of  the  heavy  rod, 
through  its  rack  and  the  pinion. 

Accordingly,  as  the  point  of  the  luminous  conductor 
presses  more  or  less  heavily  on  the  disc,  the  brake  will  retard, 
more  or  less,  the  descent  of  the  heavy  column,  which  occurs 
at  almost  inappreciable  intervals. 

THE   WERDERMANN   LAMP. 

The  arrangement  of  this  lamp  will  easily  be  understood 
from  Fig.  14.  A  block  of  carbon  is  connected  to  the  nega- 
tive pole  of  the  electric  source,  the  positive  pole  being  con- 
nected to  the  carbon  rod,  some  three  or  four  millimetres 
in  diameter,  and  of  any  desirable  length.  The  carbon  rod 
is  kept  in  contact  with  the  block  by  means  of  a  weight 
and  a  cord  passing  over  a  pulley.  The  whole  arrangement 
is  exceedingly  simple.  The  method  of  arranging  the  lamps 
in  circuit  is  that  known  as  the  multiple-arc  system,  used  to 
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Fig.  U. 


so  great  an  extent  in  every  branch  of  electricity,  in  which, 

if  we  suppose  the  two  conductors  from  the  source  of  elec- 
tricity to  be  Led  away  in 
parallel  lines,  the  lamps 
will  be  conductors  connect- 
ing these  lines.  The  experi- 
ments with  this  lamp,  at  the 
time  of  going  to  press,  have 
not  been  publicly  detailed, 
but  there  seems  to  be  a 
large  field  for  a  system  so 
simple  in  construction. 

It  might  be  argued  that 
this  is  a  lamp  in  which 
illumination  is  due  to  in- 
candescence of  the  carbon 
simply,  but  M.  TVerdermann 
contends  that  repulsion  be- 
tween the  carbon  rod  and 
disc  gives  a  small  arc,  which 
adds  greatly  to  the  brilliancy 
of  the  light. 

With  a  2  h.-p.  Gramme 
plating  machine  ten  lights 
of    40    candle-power    each 

have  been  maintained  on  this  system,  or  two  lights  of  320 
candle-power  each.  The  loss  of  light,  by  subdivision,  in- 
creases therefore  far  more  rapidly  than  in  proportion  to  the 
number  of  lights  introduced,  as  might  be  expected  from 
calculation.  But  the  loss  is  not  sufficient  to  confirm  certain 
theories,  in  which  it  is  held  that  the  light  would  decrease 
inversely  as  the  square  of  the  number  of  lamps  introduced 
into  the  circuit,  or  rather  of  multiple  circuits  added. 

rapieff's  lamp. 

The  principal  feature  of  M.  Rapieff's  lamp  consists  in  the 
multiple  nature  of  one  or  both  carbon  electrodes.  Instead  of 
employing,  as  in  most  electric  lamps,  a  carbon  rod  placed 
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Fig.  15. 


vertically  and   in   the  same  axis  with  another   carbon   rod, 

M.  Rapieff  substitutes  for  the  single 
rod  two  others,  each  of  half  the 
sectional  area.  These  rods  are 
inclined  to  one  another  at  an 
angle  of  about  20°,  and  meet  in 
V  form.  The  electric  arc  is  pro- 
duced between  the  upper  and  lower 
pairs  of  carbons.  The  position  of 
the  carbons  is  determined  by  the 
intersection  of  the  two  straight  lines 
or  axes  of  the  carbon  rods,  so  that 
a  constant  length  of  arc  is  neces- 
sarily consequent,  whatever  may  be 
the  rate  and  irregularity  of  con- 
sumption. Each  carbon  rod  moves 
freely  between  guides  in  the  direc- 
tion of  its  length,  and  is  drawn 
through  these  guides  hy  a  cord  and 
weight,  to  form  the  apex  of  the  V 
with  the  other  rod.  The  motion 
forward  is  stopped  by  the  two  car- 
bons impinging  against  each  other. 
The  plane  of  the  upper  pair  of 
carbons  is  at  right  angles  to  that 
of  the  lower  pair.  Fig.  15  illus- 
trates a  lamp  of  this  construction, 
and  is  shown  with  the  carbons  in 
the  position  they  would  occupy  when 
the  current  is  interrupted.  Under 
this  condition,  the  lower  pair  is 
kept  in  contact  with  the  upper  pair 
by  the  action  of  a  light  spiral  spring 
situated  in  the  base  of  the  appa- 
ratus, and  acting  through  a  vertical 
rod  passing  up  one  of  the  pillars. 
To  the  free  end  of  each  of  the  car- 
bon  rods  is  attached,  by  a  screw 
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clip,  a  silk  thread,  which,  passing  over  pulleys,  is  attached 
to  a  rectangular  weight,  sliding  vertically  up  and  down 
the  two  pillars.  The  action  of  this  weight  is  to  draw  the 
carbon  pairs  together.  When  the  lamp  is  put  in  circuit, 
and  an  electric  current  is  established,  the  lower  pair  of 
carbons  is  drawn  away  from  the  upper  by  the  action  of  the 
electro-magnet  concealed  in  the  base  of  the  lamp.     Fig.  16 

Fig.  16. 


represents  the  base  of  the  lamp  as  seen  from  beneath,  and 
shows  the  electro-magnet  and  its  accessories.  This  appa- 
ratus consists  actually  of  two  electro-magnets,  one  of  which 
is  fixed,  while  the  other  is  hinged  so  that  the  passage  of  the 
current  through  the  coils  causes  the  hinged  magnet  to 
approach  the  fixed  one,  and  thus  to  lift  the  sliding  rod  that 
passes  up  the  vertical  pillar  of  the  lamp,  at  the  same  time 
separating  the  carbons.  The  spiral  spring  withdraws  the 
shifting  electro-magnet  when  the  current  ceases  or  become 
weakened. 

The  base  or  stand  of  the  lamp  contains  also  another 
apparatus,  consisting  of  an  automatic  shunt,  which  throws 
into  the  circuit  a  resistance  ecmivalent  to  that  of  the  arc, 
when,  through   any   cause,  the   lamp   is   extinguished.      By 
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Fig.  17. 


means  of  this  apparatus,  the  brilliancy  of  the  other  lamps  in 
circuit  is  unaffected  by  accidental  or  intentional  extinguishing 
of  the  remaining  lamps.  When  the  arc  ceases  to  exist,  the 
current  ceases  to  pass  through  the  coils  of  the  electro-magnet, 
and  this,  losing  its  attractive  power,  releases  the  armature, 
which  is  drawn  back  by  a  spring.  The  armature  carries  a 
contact-piece,  which,  when  .the  armature  is  released,  falls 
against  a  fixed  contact-piece,  and  introduces  into  the  circuit 
an  "artificial  resistance"  of  carbon  attached  to  this  latter 
contact-piece. 

The  lamp  thus  described  has  been  in  practical  and  public 
use  at  the  office  of  the  Times  newspaper.      In  this  case  as 

many  as  six  lamps  have  been 
ignited  on  a  single  circuit ;  but 
details  of  cost  and  power  ex- 
pended have  not  been  published. 
Fig.  17  represents  another 
form  of  the  Eapieff  lamp.  In 
this  case  the  two  pairs  of  carbons 
are  arranged  side  by  side,  instead 
of  being  placed  vertically  above 
each  other.  Above  the  arc  is  a 
cake  of  lime,  which  serves  to 
reflect  the  rays,  as  well  as  to  in- 
crease the  illuminating  power, 
by  preventing  radiation. 

Either  of  these  lamps  can  be 
employed  with  currents  of  single 
or  alternate  direction.  In  one 
instance,  the  pairs  of  carbons 
are  equally  consumed  ;  in  the 
other,  the  positive  carbons  have 
to  be  made  twice  as  long  as  the 
negative  carbons.  At  all  times, 
the  point  of  intersection  of  the 
axes  of  the  carbons,  and  conse- 
quently the  length  of  arc,  must 
remain  constant. 
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Fig.  18. 


brush's  lamp. 

of  the  simplest  and  apparently  most  efficient  lamps 
is  due  to  American  invention.    It  is  illustrated  in  Fig.  18. 
A.  is  a  helix  of  insulated  wire,  in  the 
form   of  a   tnbe   or   hollow   cylinder 
resting    upon    an    insulated    plate, 
A',    upheld    by    a    metallic    post    or 
standard.      Within     the     cavity    of 
the  helix  A  is  contained  the  iron  core 
1       :iid    the    rod    B,    which     passes  £ 
loosely  through  the  core  C.     The  core 
•         also  made  to  move  very  freely  p 
within  the  cavity  of  the  helix  A,  and  £ 
it   is  partially  supported   within  the  I 
cavity  by  the  springs,  whose  tension  [ 
13     regulated     by    the     set     screw. 
These   springs  push  upward  against 
ears  attached  to  the  core  C.    D  is  a 
brass  ring.     One  edge  of  this  ring  is 
over    a  lifting   tongue,  which  is  at- 
tached to  the  core  C,  while  the  op- 
posite edge    of  the   ring  is   a   short 
distance     below    the    crown    of     an 
adjustable  set  screw,  D'. 

The  upper  standard  is  fastened 
to  a  suitable  base,  to  which  is  also 
attached  the  mechanism  for  holding 
the  lower  carbon  F.  This  mechanism 
consists  of  a  support,  G,  terminating 
in  a  part  similar  in  construction  to 
the  part  B'.  The  lower  part  of  this 
support  is  bent  at  a  right  angle  and 
rests  upon  the  base,  and  is  fastened 
by  a  thumb-screw.  It  is  necessary 
that  the  carbons,  F  F,  should  present  in  accurate  opposition 
to  each  other,  and  to  accomplish  this  the  set  screw  is  made 
to  pass  through  a  hole  in  the  support  G,  considerably  larger 
than  the  shaft  of  the  set  screw. 
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If  one  pole  of  a  battery  or  other  source  of  electricity  be 
attached  to  the  support  G,  while  the  other  pole  is  connected 
to  the  upper  support,  the  electric  current  passes  from  the  latter 
through  the  helix  A,  rod  B,  and  carbons  F,  F,  down  to  the 
support  G,  thus  completing  the  circuit.  The  core  C,  by  force 
of  the  axial  magnetism  thus  created,  is  drawn  up  within  the 
cavity  of  the  helix,  and  by  means  of  the  finger  C,  lifts  one 
edge  of  the  ring  D,  until,  by  its  angular  infringement  against 
the  rod  B,  it  clamps  this  rod,  and  also  lifts  it  up  to  a  distance 
limited  by  the  adjustable  stop  D'.  While  the  ring  retains  this 
angular  relation,  the  rod  B  will  be  prevented  from  moving. 

While  the  electric  current  is  not  passing,  the  rod  B  can 
slide  readily  through  the  loose  ring  D  and  the  core  C,  and  in 
this  condition  the  force  of  gravity  will  cause  the  upper  carbon 
to  rest  upon  the  lower  carbon.  If  a  current  of  electricity  is 
passed  through  the  apparatus,  it  will  effect  the  lifting  of  the 
rod  B,  and  separate  the  carbons,  thus  producing  the  electric 
arc. 

The  tension  of  the  springs  is  so  adjusted  that  they, 
together  with  magnetic  attraction  of  the  helix,  shall  be  just 
sufficient  to  support  the  core  C,  rod  B,  and  carbon  F,  in  the 
position  for  producing  the  arc.  As  the  carbons  burn  away, 
increasing  the  length  of  the  arc,  the  electric  current  diminishes 
in  strength,  owing  to  the  increased  resistance.  This  weakens 
the  magnetism  of  the  helix,  and  the  core,  rod,  and  carbon  F 
are  moved  downward  by  the  force  of  gravity,  until  the  con- 
sequent shortening  of  the  voltaic  arc  increases  the  strength 
of  the  current,  and  stops  this  downward  movement.  After  a 
time,  however,  the  clutch-ring  D  will  reach  its  floor  or  sup- 
port, and  its  downward  movement  will  be  arrested.  Then 
any  downward  movement  of  the  core  C,  however  slight,  will 
at  once  affect  the  rod  B,  allowing  it  to  slide  through  the  ring 
D,  until  it  is  arrested  by  the  upward  movement  of  the  core  C, 
due  to  the  increased  magnetism. 

In  continued  operation,  the  normal  position  of  the  ring  D 
is  in  contact  with  its  lower  support,  the  office  of  the  core  C 
being  to  regulate  the  sliding  of  the  rod  B  through  it.  If, 
however,  the  rod  accidentally  slides  too  far,  it  will  be  instantly 
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ami  automatically  raised  as  at  first,  and  the  carbon  points 
thus  continued  in  proper  relation  to  each  other. 

With  this  lamp,  and  the  machine  also  designed  by  Mr. 

Brush,  as  many  as  1G  to  18  lights  of  2000  candle  power  each 
have  been  maintained  upon  a  single  circuit.  With  27  lamps 
in  circuit,  upon  an  experimental  trial,  the  aggregate  light  was 
about  10,000  candles  ;  while,  with  16  lamps  in  circuit,  the  total 
light  was  from  30,000  to  35,000  candles,  with  an  expenditure 
in  the  latter  case  of  13*85  horse  power.  These  are  results 
unattained  at  present  by  any  other  system,  and  are  worthy  of 
record,  as  being  performed  under  the  care  of  highly  reliable 
enginen 
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In  it  no  car- 


Fig.  19. 


This  lamp  (Fig.  19)  has  a  peculiar  feature 
bon  rods  are  employed  ;  but 
the  carbons  take  the  form  of 
two  plates,  each  atout  nine 
inches  long  and  three  inches 
broad,  the  upper  or  positive 
plate  being  double  the  thick- 
ness of  the  lower  plate.  The 
lower  plate  is  fixed,  but  the 
upper  plate  slides  in  a  grooved 
fiume.  Above  the  frame  an 
electro  -  magnetic  apparatus 
provides  for  the  separation 
and  contact  of  the  plates,  as 
the  strength  of  the  current 
may  regulate.  The  arc,  always 
seeking  the  position  of  least 
resistance,  shifts  from  one  end 
of  the  plates  to  the  other. 
This  peculiarity,  whilst  it  gives 
great  continuity  of  action,  renders  the  lamp  useless  for 
purposes  where  a  fixed  position  is  required  for  the  light,  as  in 
lighthouse  illumination. 

The  carbon  plates  of  the  dimensions  given  are  stated  to 
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last  for  100  hours,  in  conjunction  with  the  current  from  a 
Wallace-Farmer  machine,  with  six  other  lamps  in  circuit. 
The  intensity  of  the  light  afforded,  and  power  expended,  have 
not  been  detailed  publicly. 


THE   KRUPP   LAMP. 

This  lamp,  invented   by  Baron  von  Krupp,  includes  the 

application  of  a  brake 
for  the  automatic  regu- 
lation of  the  distance 
between  the  two  carbon 
points.  A  fan  or  fly 
revolves  in  quicksilver, 
for  the  purpose  of  regu- 
lating the  motion  of  the 
carbon-holder,  this  part 
of  the  apparatus  being 
designed  as  a  substitute 
for  clockwork.  A  mag- 
netic coil,  with  iron 
casing  and  iron  bottom, 
is  employed  in  connec- 
tion with  the  brake. 
Fig.  20  is  a  side  eleva- 
tion, and  Fig.  21  a  front 
elevation  of  the  lamp. 
A  is  the  holder  for  the 
positive  carbon,  and  B 
the  holder  for  the  nega- 
tive carbon.  The  upper 
holder  A  is  suspended 
from  the  pulley  C  by  a 
jointed  chain,  the  lower 
j  holder  B  being  similarly 
attached  to  a  pulley,  D, 
half  the  size  of  the 
former.  When  the  holder  A  descends  a  certain  distance 
by  its   weight,  the   other  holder,  B,    ascends   half  the  dis- 
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tanoe.  Accordingly,  the  electric  arc  formed  between  the 
carbon  points  occupies  a  fixed  position.  As  the  weight  of 
the  apper  holder  A  must  not  he  too  small,  because  its  motion 
would  In.'  easily  influenced  hy  dust  and  dirt,  it  is  necessary  to 
haw  a  brake  for  retarding  and  regulating  its  course  or  travel. 
For  this  purpose  a  fly  or  fan,  E,  revolves  in  mercury.  On  the 
spindle  of  this  fly  there  is  a  pinion,  F,  gearing  with  a  tooth 
wheel,  G,  on  the  spindle  X  of  the  chain  pulleys  C  and  D.  In 
order  that  the  fly  E,  by  the  insertion  of  a  fresh  carbon,  may 
not  revolve  backwards,  the  tooth-wheel  G  is  fitted  with  a  pawl 
wheel,  H. 

Fig.  22  is  a  separate  view  of  the  brake  acting  on  the  disc  I. 
The  brake  consists  of  two  parts,  K  and  M,  which  are  jointed 
together  at  L.  The  lower  part,  Bff,  can  turn  on  the  spindle  X, 
and  has  a  hole,  M',  in  which  is  inserted  a  small  peg,  N  (Figs. 
20  and  21).  The  peg  is  loose  in  the  hole,  and  the  backward 
motion  of  the  brake  is  limited  by  it.  0  is  a  brake  block  in  the 
upper  part,  K,  of  the  brake.  P  is  the  keeper  for  an  electro- 
magnetic coil,  Q,  and  this  keeper  is  suspended  by  a  brass 
rod  from  the  other  end  of  the  part  K. 

When  the  lamp  is  in  action,  the  keeper  P  is  drawn  into  the 
coil  Q,  and  the  brake  block  0  is  pressed  against  the  disc  I, 
turning  the  latter  in  its  further  movement  downwards,  so  far 
as  the  set  screw  E  (Fig.  20)  will  allow.  Thus,  the  upper 
carbon  point  will  be  raised,  and  the  lower  carbon  point 
lowered,  and  the  electric  arc  make  its  appearance.  As  the 
carbon  points  gradually  consume  away,  the  current  becomes 
weaker,  and  its  effect  on  the  electro-magnet  Q  is  lessened. 
The  brake  K,  supported  by  the  spring  S  (the  action  of  which 
can  be  regulated,  in  proportion  to  the  strength  of  the  current, 
by  the  lever  U  and  set  screw  V)  and  by  the  weight  of  the 
carbon-holder,  moves  slowly  back.  The  brake  disc  I  is 
enabled  to  turn  forward,  and  the  carbon  points  to  approach 
each  other.  When  this  movement  has  proceeded  as  far  as 
the  brake  disc  I  moved  back  before,  the  lower  part  of  the  brake 
bears  against  the  peg  N.  By  further  weakening  of  the  current, 
the  brake  now  turns  in  its  joint  at  L,  the  brake  block 
0  releases  the  disc  I,  and  the  carbon  points  move  towards 
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each  other ;  the  current  is  strengthened,  and  the  brake  is 
again  applied  to  the  disc  I,  either  simply  to  hold  it  when  the 
carbon  points  are  in  their  right  position,  or  to  pull  it  back 
when  the  carbon  points  are  too  close  together.  When  in- 
serting new  carbons,  the  brake  is  fixed  by  the  set  screw  W, 
and  work  is  arrested.  The  electro-magnetic  coil  Q  rests  on 
the  bed-plate  T  of  the  lamp,  and  is  surrounded  by  an  iron 
casing,  by  which  its  power  of  attraction  for  the  keeper  is 
increased. 

The  fixed  position  of  the  arc  provides  for  keeping  the  light 
in  the  centre  of  a  reflector.  The  lamp  may  be  simplified  by 
leaving  out  the  moving  parts  for  the  lower  carbon-holder. 
The  lamp  has  been  employed  by  Von  Krupp  in  portions  of  his 
factory  at  Essen,  in  Germany,  and  the  results  have  been 
so  satisfactory  that  the  light  is  being  extended  to  other  parts 
of  the  establishment. 

HIGGS'  LAMP. 

With  considerable  experience  in  the  practical  manipulation 
of  most  of  the  existing  systems  for  electric  lighting,  the  author 
has  found  that  some  systems  presented  considerable,  and  that 
others  of  more  delicacy  of  adjustment  necessary  to  practical 
employment  gave  insuperable,  difficulties.  These  difficulties 
arise  chiefly  from  three  causes :  that  the  carbons  are  not 
homogeneous,  the  current  inconstant  from  variations  in  the 
resistance  of  the  circuit,  and  generally  from  the  want  of 
promptness  in  the  mechanism  of  the  lamp  to  respond  to  the 
variations  so  caused.  Most  of  these  electrical  apparatus  have 
been  devised  either  with  too  broad  or  imperfect  views,  or  with 
only  special  application.  In  the  case  of  carbon-holders 
carrying  seven  or  eight  inches  of  carbon  to  be  consumed, 
the  resistance  of  this  amount  of  carbon,  if  the  material  is 
not  of  the  highest  quality,  is  likely  to  exceed  that  of  the  arc 
and  lamp  itself  ab  initio;  and  this  resistance,  constantly 
varying,  has  to  be  compensated  for  by  the  mechanism  of  the 
lamp.  This  imperfection  has  been  avoided  by  Rapieff, 
Werdermann,  and  Lontin.  Some  inventors  have  recognized 
it,  and  have  proposed,  as  a  remedy,  to  electrotype  the  carbon 
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rods  with  a  conducting  metal ;  bnt  the  practical  electro- 
metallnrgisl  is  cognizant  of  the  difficulty  of  obtaining  regu- 
larity in  such  deposits  of  metal,  and  the  expense  of  tho 
coating  is,  besides,  to  be  taken  into  account.  In  each  case 
the  long  length  of  carbon  becomes  heated,  and  with  copp  r<  d 
carbons  the  mass  of  metal  is  insufficient  to  carry  away  the 
beat  generated  by  the  passage  of  the  current. 

The  first  aim  of  the  electrician  who  has  to  maintain  an 
efficient  and  steady  light  is  undoubtedly  to  obtain  as  constant 
a  current  as  is  possible  with  either  battery  or  electric  machine. 
Battery  currents  vary,  as  a  rule,  very  gradually;  currents 
produced  by  mechanical  motion  are  subject  to  the  irregu- 
larities of  that  motion.  The  slip  of  belting,  the  beats  due 
to  want  of  balance  in  the  fly-wheel,  are  represented  in  the 
electric  cm-rent  with  too  much  fidelity  for  the  comfort  of 
the  electric-light  engineer.  But  with  care  these  causes 
of  irregularity  can  be  avoided,  and  the  needle  of  even  a 
delicate  galvanometer,  interposed  in  the  circuit  of  a  well-si  I 
machine,  driven  by  a  steady  motor,  will  remain  fixed  at  a 
degree  of  deflection  representing  the  current  strength. 

But  this  steadiness  vanishes  immediately  the  electric  lamp 
is  introduced  into  the  circuit,  so  far  as  the  lamp  is  concerned. 
This  occurs  partly  because  the  lamp  is,  as  regards  the  light 
it  emits,  a  much  more  delicate  current  measurer  than  the 
galvanometer.  The  light  power  from  the  carbons  of  an 
electric  lamp  depends  not  directly  upon  the  current  strength, 
but  increases  or  decreases  far  more  than  proportionally.  The 
heat  produced  by  the  current  varies  as  the  square  of  the 
current  strength,  and  the  light  varies  in  some  such  ratio 
as  regards  the  heat.  Thus,  a  variation  in  current  intensity, 
measured  by  the  number  2,  may  be  considered  in  illustration 
as  causing  a  variation  of  1G  in  the  light  intensity.  It  is, 
therefore,  needful  to  avoid  causes  of  variation  in  the  lamp, 
for  these,  it  is  evident,  will  have  similar  effect  upon  the  light 
intensity  to  those  arising  with  the  machine.  Indeed,  varia- 
tions introduced  by  the  lamp  cause  variations  to  occur  from 
the  machine,  unless  the  latter  be  extremely  well  governed. 
A  decrease  of  resistance  in  the  circuit  causes  more  work  to 


42  THE  ELECTRIC  LIGHT. 

be  thrown  upon  the  motor,  and  vice  versa.  If  the  motor,  in 
consequence,  momentarily  slackens  or  increases  speed,  there 
must  elapse  several  moments  before  the  same  conditions  as 
existed  before  the  disturbance  are  again  established,  and  the 
largest  of  these  variations  are  certainly  visible  as  variations 
in  the  light.  That  most  of  these  variations  are  due  to 
reaction  from  variations  in  the  lamp  itself,  is  proved  by  the 
superior  steadiness  of  the  light  produced  on  the  principle 
of  incandescence  alone.  This  fact  has  caused  many  in- 
ventors to  overlook  the  cost  of  the  light  produced  merely  by 
incandescence,  and  to  avoid  in  their  lamps  the  use  of  the 
voltaic  arc,  with  what  appears  to  be  its  necessarily  attendant 
irregularity. 

The  lamp  illustrated  in  Fig.  23  is  an  attempt  to  avoid 
as  much  as  possible  causes  of  irregularity,  and  at  the  same 
time  to  produce  a  light  with  small  expenditure  of  power. 
It  utilizes  the  principles  of  incandescence,  of  the  arc,  and  of 
the  extra  spark.  It  consists  of  an  electro-magnet,  in  face  of 
which  is  an  armature  mounted  on  a  spring.  The  armature 
carries  a  block  of  carbon,  iron,  or  compounded  material  as 
a  negative  electrode,  which  is  not  consumed,  or  is  consumed 
with  extreme  slowness.  The  positive  electrode  is  a  carbon 
rod,  carried  in  a  tube  and  falling  with  a  certain  friction  im- 
posed by  a  weighted  lever,  which  admits  carbon  rods  of  several 
sizes  to  be  introduced,  as  may  be  best  suited  to  the  strength 
of  the  current.  The  falling  of  the  carbon  can  be  aided  by 
a  weight  or  spring.  The  distance  of  the  bottom  of  the  tube 
from  the  negative  electrode  can  be  adjusted,  and  limits  the 
length  of  carbon  rod  rendered  incandescent  by  the  current. 
When  the  current  passes,  through  the  positive  carbon  coming 
into  contact  with  the  negative  electrode,  the  armature  is 
attracted,  and  the  voltaic  arc  and  extra  spark  appear ;  the 
current,  weakened  by  this  action,  fails  to  keep  the  armature 
attracted,  and  in  this  manner  a  constant  vibration  of  the 
negative  electrode  is  established.  This  vibration  is  im- 
perceptible to  the  eye.  Its  advantage,  beyond  that  of  pro- 
ducing the  extra  spark,  which  spark  itself  appears  to  afford 
aid  in  maintaining  the  voltaic  arc,  is  that  the  armature  has 
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do  dead  point,  and  floats  as  it  were  above  the  electro-magnet, 
in  a  condition  to  respond  promptly  to  magnetic  effects  caused 
by  larger  increments  or  decrements  of  current  strength. 


IV..  23. 


It  is  preferable  to  place  an  insulated  spring  between  the 
end  of  the  friction-lever  and   the  armature,  instead  of  the 
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weight  on  the  end  of  the  lever;  the  carbon  rod  is  then 
allowed  to  fall  freely  when  required,  and  as  released  by  the 
rising  of  the  armature. 

With  only  four  ordinary  Bunsen  elements,  sufficient  light 
has  been  obtained  to  illuminate  a  shop  60  feet  by  40  feet ; 
and  upon  the  single  circuit  of  a  dynamo-electric  machine 
absorbing  2 J  horse-power,  four  lights  of  about  400  candle- 
power  each  have  been  obtained,  with  sufficient  steadiness  to 
read  by  with  comfort. 


!      15     ) 


CHAPTER  III. 
ELECTRIC   "CANDLES"   AND   CANDLE-LAMPS. 

jablocheoff's  CANDLE. 

At  the  time  when  the  construction  of  electric  lamps  was 
iming  more  complicated  in  each  successive  instance,  and 
1  Tactical  men  were  under  the  impression  that  first  cost  in 
I  ach  lamp  would  effectually  prevent  more  than  special 
employment  of  the  light,  M.  Jablochkoff,  in  March,  1876, 
brought  out  an  electric  "  candle."  As  by  this  invention 
mechanism  is  entirely  dispensed  with,  the  impetus  given  to 
electric  lighting  was  immense,  and  whatever  objections  may 
be  raised  against  the  system,  there  is  no  doubt  that  its  intro- 
duction was  the  installation  of  electric  lighting  as  a  branch 
of  engineering  that  has  since  and  will  steadily  grow  in 
importance. 

A  "  candle  "  consists  of  two  cylindrical  carbon  rods  about 
three-sixteenths  of  an  inch  in  diameter,  each  weighing  about 
8  grains  per  inch.  These  rods,  varying  froin  GJ  inches  to 
10  inches  in  length,  are  placed  vertically  side  by  side,  with 
about  three-sixteenths  of  an  inch  space  between  them,  which 
is  filled  in  with  plaster  of  Paris.  The  combination  constitutes 
a  "candle."  It  is  inserted  in  a  holder  shown  in  Fig.  24, 
and  there  held  merely  by  a  spring  clip. 

To  complete  the  circuit  and  to  start  the  lighting  of  the 
candle,  there  is  laid  horizontally,  from  top  to  top  of  the  carbon 
rods,  a  small  piece  of  graphite  or  had  from  a  drawing  pencil. 
When  once  lighted,  combustion  is  maintained  by  fusion  of  the 
plaster  of  Paris,  and  the  candle,  if  once  extinguished,  cannot 
be  relighted.  This  want  of  capability  of  relighting  is  a  most 
serious  objection  to  the  system. 
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The  fusion  of  the  insulating  material,  the  plaster  of  Paris, 
absorbs  at  least  30  per  cent,  of  the  electric  current,  which 


Fig.  24. 
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is  thereby  wasted.  The  relative  consumption  of  carbon  in 
this  candle  is  shown  by  the  following  table,  compiled  from  the 
Journal  of  the  Franklin  Institute. 


Light  in 
Candles. 

Length  consumed  in 
inches  per  hour. 

Approximate 

Weight  per  in. 

in  grains. 

Grains  of  Carbon 
per  hour 

+ 

- 

per  Candle. 

1230 

1-78 

034 

362 

0-062 

900 

1-91 

0-58 

362 

0100 

440 

2-45 

0-73 

203 

0146 

705 

3-15 

0-55 

20-3 

0-106 

760* 

3  0 

30 

7-5 

0060 

*  Candle. 
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IT 


The  first  four  lights  were  obtained  with  constant  current 
machines,  the  size  of  the  carbons  in  the  first  two  being  g  x  g 

of  an  inch,   ami  in  the  third   and  fourth,  one-fourth   of  an 
inch  square. 

'  The  shorter  Jahlochkoff  candles  average  only  1$  hour  in 
duration,  and  at  the  end  of  this  time  another  candle  has  to  be 
put  in  circuit.     This  is  generally  effected  hy  hand,  by  a  switch 

Fig.  25. 


or  commutator  shown  in  Fig.  25,  which  represents  the  arrange- 
ment of  the  lamps  and  machines  upon  the  Jablochkoff-Gramme 
system,  usually  employed  with  the  Jahlochkoff  candle.     The 
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single-direction  current  generated  by  a  small  Gramme  ma- 
chine is  conveyed  to  magnetize  the  electro-magnets  of  a  larger 
or  "distributing"  machine,  whence  currents  of  alternating 
direction  are  taken  to  the  lamp.  In  each  lamp  are  usually 
mounted  four  candles,  affording  light  from  six  to  nine  hours. 

To  effect  the  ignition  of  a  fresh  candle,  when  required, 
an  automatic  arrangement  has  been  devised,  but  has  not  been 
generally  applied.      It  consists  (Fig.  26)  of  a  pivoted  bent 


Fig.  26. 


lever,  pressed  by  a  spring  against  the  side  of  the  candle.  This 
lever  at  its  other  end  makes  contact  with  the  connection  of  a 
second  candle,  when  released  by  the  consumption  of  the  first. 

DE   MERITENS'   CANDLE. 

The  objection  to  the  Jablochkoff  candle  on  the  score  of 
difficulty  in  relighting,  and  loss  of  current  consumed  in  the 
fusion  of  the  insulating  material,  has  led  to  several  attempts 
in  remedy.  One  of  these,  by  M.  de  Meritens,  consists  in 
placing  between  the  two  carbon  rods,  but  not  in  contact  with 
them,  a  third  rod,  of  about  half  the  diameter,  instead  of  the 
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uwnlatiiig  substance.    The  electric  arc  plays  from  the  outer 
carbons  i  » the  intermediate  rod,  whirl,  isconsnmed.    Thearc 
Urns  divided,   has   Less   probability  of  total  extinction,   and 
requires  lower  expenditure  of  power  to  produci .  as  it  has  not 
so  great  distance  to  leap. 

BAPIEFP'8   <  ANDLE-LAMP. 

This  invention  (Fig.  27)  is  a  return 
to  mechanical  aid.  There  is  no  insu- 
lating mat.  rial  inserted  between  the 
carbon  rods,  and  their  distance  apart 
can  be  regulato  d  by  a  screw  adjustment. 
The  holder  of  one  of  the  carbons  is 
connected  to  the  armature  of  an  electro- 
magnet concealed  in  the  stand.     When 

no  current  is  passing,  the  upper  ends  of 

the   rods   are    brought  into   contact   by 

a  spring   attached   to   the   armature  of 

the  movable  carbon.  When  a  current 
Jes,  the  armature   is   attracted,  and 

the   carbons   separated  to   the  distance 

necessary  to   produce   the   arc.      Upon 

interruption  of  the  current,  the  armature  is  released 

circuit  again  completed. 


and  the 


WILDE'S   CANDLE-LAMP. 

Mr.  Henry  Wilde,  in  a  paper  read  before  the  Manchester 
Literary  and  Philosophical  Society,  after  describing  the 
J ablochkoff  candle,  says:— "My  connection  with  the  history  of 
tins  system  of  lighting  placed  me  in  a  position  to  make  some 
experiments  with  the  Jablochkoff  candle,  and  led  to  the  dis- 
covery of  the  following  facts  :-One  of  the  conditions  necessary 
for  producing  a  constant  light  from  the  candle,  in  its  most 
recent  form,  was  that  the  quantity  and  intensity  of  the  alter- 
nating current  should  be  such  that  the  carbons  consume  at  a 
rate  of  from  four  to  five  inches  per  hour.  If  the  electric 
current  were  too  powerful,  the  carbons  became  unduly  heated, 
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and  presented  additional  resistance  to  the  passage  of  the 
current ;  the  points  at  the  same  time  lost  their  regular  conical 
form.  If,  on  the  other  hand,  the  current  were  too  weak,  the 
electric  arc  plajTed  about  the  points  of  the  carbons  in  an 
irregular  manner,  and  the  light  was  easily  extinguished  by 
currents  of  air. 

"In  the  course  of  these  experiments  I  was  struck  with  the 
apparently  insignificant  part  which  the  insulating  material 
played  in  the  maintenance  of  the  light  between  the  carbon 
points  ;  and  it  occurred  to  me  to  try  the  effect  of  covering  each 
of  the  carbons  with  a  thin  coating  of  hydrate  of  lime,  and 
mounting  them  parallel  to  each  other  in  separate  holders,  and 
without  any  insulating  material  between  them.  The  use  of 
the  lime  covering  was  intended  to  prevent  the  light  from 
travelling  down  the  contiguous  sides  of  the  carbons.  On 
completing  the  electric  circuit,  the  light  was  maintained 
between  the  two  points,  and  the  carbons  were  consumed  in  the 
same  regular  manner  as  when  the  insulating  material  had 
been  placed  between  them. 

"Two  plain  cylindrical  rods  of  carbon,  three-sixteenths  of  an 
inch  in  diameter  and  eight  inches  long,  were  now  fixed  in  the 
holders  parallel  to  each  other,  and  one-eighth  of  an  inch 
apart.  The  strength  of  the  alternating  current  was  such  that 
it  would  fuse  an  iron  wire  0*025  of  an  inch  in  diameter  and 
eight  feet  in  length.  On  establishing  the  electric  cm-rent 
through  the  points  of  the  carbons,  by  means  of  a  conducting 
paste  composed  of  carbon  and  gum,  the  light,  was  produced, 
and  the  carbons  burnt  steadily  downwards  as  before. 

"  Four  pairs  of  naked  carbons  mounted  in  this  manner  were 
next  placed  in  series  in  the  circuit  of  a  four-light  machine, 
and  the  light  was  produced  frorn  these  carbons  simultaneously, 
as  when  the  insulating  material  was  used  between  them.  The 
light  frorn  the  naked  carbons  was  also  more  regular  than  that 
from  the  insulated  ones,  as  the  plaster  of  Paris  insulation  did 
not  always  consume  at  the  same  rate  as  the  carbons,  and 
thereby  obstructed  the  passage  of  the  current.  This  was 
evident  from  the  rosy  tinge  of  the  light  produced  by  the 
volatilization  of  the  calcium  simultaneously  with  the  diminution 
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of  the  brilliancy  of  the  light  from  the  carbons.  The  only 
function,  therefore,  which  the  insulating  material  performs  in 
the  electric  candle,  as  shown  bj  I  periments,  is  that  it 

conceals  the  Bingular  and  beautiful  property  of  the  alternating 
current  to  which  I  have  directed  attention. 

••  As  I  have  already  said,  the  strength  of  the  alternating 
current  must  bear  a  proper  proportion  to  the  diameter  of  the 
carbons  used  ;  and  when  a  number  of  such  lights  are  n  quir<  I 
t..  be  produced  in  the  same  circuit,  the  quantity  and  property 
of  the  current  will  remain  constant,  while  the  tension  will 
require  to  be  increased  with  the  number  of  lights. 

"  This  simple  method  of  burning  the  carbons  will,  I  believe, 

tlv  further  the  development  of  the  electric  light,  as  the 
carbons  can  be  used  of  much  smaller  diameter  than  has 
hitherto  been  possible.  They  may  also  be  of  any  desired 
length,  for  as  tiny  are  consumed  they  may  be  pushed  up 
through  the  holders  without  interrupting  the  light.  One  of 
developments  will  be  a  better  method  of  lighting  coal 
and  other  mines.  In  this  application  the  alternating  currents 
or  waves  from  a  powerful  electro-magnetic  induction  machine 
may  be  used  for  generating,  simultaneously,  alternating 
secondary  currents  or  waves  in  a  number  of  small  induction 
coils,  placed  in  various  parts  of  the  mine.  The  light  may  be 
produced  in  the  secondary  circuits  from  pairs  of  small  carbons 
inclosed  in  a  glass  vessel  having  a  small  aperture  to  permit 
thr  expansion  of  the  heated  air  within.  Diaphragms  of  wire 
gauze  may  be  placed  over  the  aperture  to  prevent  the  access 
of  explosive  ;_ras.  B}-  generating  secondary  currents  or  waves 
without  interrupting  the  continuity  of  the  primary  circuit,  the 
contact-breaker  is  dispenst  d  with,  and  the  subdivision  of  the 
light  may  be  carried  to  a  very  great  extent." 

To  initiate  the  light  in  the  Jablochkoff  system,  it  is  neces- 
sary to  complete  the  electric  circuit  between  the  carbons  by 
means  of  some  conducting  substance,  which  volatilizes  on  the 
passage  of  the  current,  and  establishes  the  electric  arc  bet 
the  points.  When  a  number  of  such  lights  are  produced 
simultaneously  from  the  same  source  of  electricity,  any  inter- 
ruption in  the  continuity  of  the  current  extinguishes  all  the 
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lights  in  the  same  circuit,  and  each  pair  of  carbons  requires 
to  be  reprinied  before  the  lights  can  again  be  established. 
This  defect,  as  will  be  obvious,  would  cause  great  inconve- 
nience when  the  lights  are  not  easily  accessible,  or  are  at 
considerable  distances  apart.  In  the  course  of  Mr.  Wilde's 
experiments,  it  was  observed  that  when  the  electric  circuit  was 
completed  at  the  bottom  of  a  pair  of  carbons  close  to  the 
holders,  the  arc  immediately  ascended  to  the  points,  where  it 
remained  so  long  as  the  current  was  transmitted.  This  pecu- 
liar action  of  the  arc  was  first  thought  to  be  due  to  the  as- 
cending current  of  hot  air  by  which  it  was  surrounded.  This, 
however,  was  found  not  to  be  the  cause,  as  the  arc  travelled 
towards  the  points,  in  whatever  position  the  carbons  were 
placed,  whether  horizontally  or  vertically  in  an  inverted  posi- 
tion. Moreover,  when  a  pair  of  carbons  were  held  in  the 
middle  by  the  holders,  the  arc  travelled  upwards  or  down- 
wards towards  the  points  according  as  the  circuit  was  estab- 
lished above  or  below  the  holders.  The  action  was,  in  fact, 
recognized  to  be  the  same  as  that  which  determines  the  pro- 
pagation of  an  electric  current  through  two  rectilinear  and 
parallel  conductors  submerged  in  contact  with  the  terrestrial 
bed,  which  was  described  in  the  Philosophical  Magazine  for 
August,  1868. 

In  all  the  arrangements  in  general  use  for  regulating  the 
electric  light,  the  carbon  pencils  are  placed  in  the  same 
straight  line,  and  end  to  end.  When  the  light  is  required,  the 
ends  are  brought  into  momentary  contact,  and. are  then  sepa- 
rated a  short  distance  to  enable  the  arc  to  form  between  them. 
The  peculiar  behaviour  of  the  electric  arc  when  the  carbons 
are  placed  parallel  to  each  other,  suggested  the  means  of 
lighting  the  carbons  automatically,  notwithstanding  the  fact 
that  they  could  only  be  made  to  approach  each  other  by  a 
motion  laterally,  and  to  come  into  contact  at  their  adjacent 
sides.  To  accomplish  this  object,  one  of  the  carbon-holders  is 
articulated  or  hinged  to  a  small  base-plate  of  cast  iron,  which 
is  so  constructed  as  to  become  an  electro-magnet  when  coiled 
with  a  few  turns  of  insulated  wire.  The  carbon-holder  is 
made  in  the  form  of  a  right-angled  lever,  to  the  short  hori- 
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Bonial  limb  of  which  is  fixed  an  armature,  placed  over  the 
poles  of  the  electro-magnet.  When  the  movable  and  f 
carbon-holders  are  brought  into  juxtaposition,  and  the  carbons 
inserted  in  them,  the  upper  parts  of  the  two  carbons  are 
always  in  contact  when  no  current  is  transmitted  through 
them.  The  contact  between  the  carbons  is  maintained  by 
means  of  an  antagonistic  spring,  inserted  in  a  recess  in  one  of 
the  poles  of  the  electro-magnet,  and  reacting  on  the  under 
of  the  armature.  One  extremity  of  the  coil  of  the  electro- 
magnet is  in  metallic  connection  with  the  base  of  the  carbon- 
holder,  while  the  other  extremity  of  the  coil  is  in  connection 
with  the  terminal  screw  at  the  base  of  the  instrument  from 
which  it  is  insulated.  The  coils  of  the  electro-magnet  are 
thus  placed  in  the  same  circuit  as  the  carbon  pencils.  When 
the  alternating  cm-rent  from  an  electro-magnetic  induction 
machine  is  transmitted  through  the  carbons,  the  electro- 
magnet  attracts  the  armature  and  separates  the  upper  ends  of 
the  carbons,  which  brings  them  into  their  normal  position, 
and  the  light  is  immediately  produced.  When  the  circuit  is 
interrupted,  the  armature  is  released ;  the  upper  ends  of  the 
carbons  come  into  contact,  and  the  light  is  produced  as  before. 
"When  several  pairs  of  carbons  are  placed  in  the  same  circuit, 
they  are,  by  this  arrangement,  lighted  simultaneously. 

SIEMENS'   CANDLE-LAMP. 

This  is  pr<  cisely  similar  to  the  preceding  in  principle.  A 
modification  consists  in  employing  a  bar  of  iron  drawn  into  an 
electro-magnet  coil,  instead  of  the  ordinary  electro-magnet 
and  armature,  to  cause  separation  of  the  carbons. 
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CHAPTER  IV. 

LIGHTING   BY   INCANDESCENCE. 

The  production  of  the  electric  light  by  the  incandescence  of  a 
badly  conducting  substance  has  long  been  a  favourite  idea 
with  inventors,  and  it  apparently  offers  many  practical 
advantages.  The  renewal  of  carbons,  as  an  instance,  is 
either  dispensed  with,  or  the  frequency  of  renewal  lessened. 
Burners  on  this  principle  can  be  made  so  perfectly  automatic 
that  they  shall  not  require  attention  to  initially  ignite  them, 
but  become  incandescent  immediately  the  current  is  directed 
through  them.  Thus,  a  material  saving  in  the  cost  of  main- 
tenance is  effected.  To  the  present,  however,  lighting  by 
incandescence  has  been  considered  to  absorb  more  power  to 
produce  an  equal  amount  of  light ;  and,  although  this  is 
undoubtedly  true,  the  relation  of  light  produced  to  power 
expended  has  not  been  made  the  subject  of  direct  practical 
trial,  leaving  the  question  open  as  to  the  relative  economy 
between  lighting  by  the  voltaic  arc  and  by  this  system. 

It  has  been  determined  that,  where  light-centres  of  great 
brilliancy  are  desired,  the  voltaic  arc  must  be  employed, 
because  incandescence  cannot  be  made,  under  any  expendi- 
ture of  power,  to  realize  the  same  intensity  of  light  as  is 
produced  by  the  voltaic  arc.  Hence,  comparison  between  the 
value  of  the  two  systems  is  limited  to  lights  of  moderate 
power ;  and  it  is  probable  that,  if  electricity  is  to  become 
available  for  all  powers  of  light  required,  the  two  limits  will 
be — the  voltaic  arc  for  lights  of  great  power,  and  the  use  of 
incandescent  conductors  for  lights  of  low  power ;  whilst  between 
these  two  limits,  and  tending  towards  the  lower,  the  two 
systems  will  be  combined. 

The  system  of  lighting  by  incandescence  depends  upon  the 
principle  that  a  bad  conductor  becomes  heated  during  the 
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So  that  any  body  raised  to  a  temperature  above  20003  C.  will 
give  us  all  the  rays  of  the  sun.  Given  the  resistance  of  a 
conductor,  it  is  easy  for  an  electrician  to  calcu- 
late the  amount  of  current  required  to  heat  it 
to  a  certain  temperature. 

The  conductors  generally  employed  to  afford 
light  are  slender  carbon  rods,  platinum  -wire  or 
strip,  or  iridio-platinum,  which  is  an  alloy  of  the 
metals  iridium  and  platinum.  Platinized  as- 
bestos has  also  been  proposed. 


KINGS  BURNER. 

King,  in  1845,  appears  to  have  been  the 
first  to  have  considered  this  method  of  lighting. 
The  following  passages  are  taken  from  the 
specification  of  the  patent : — 

"  The  invention  has  for  its  basis  the  use  of 
metallic  conductors,  or  of  continuous  carbons, 
■1  to  whiteness  by  the  passage  of  an  electric 
cm-rent.  The  best  metal  for  this  purpose  is 
platinum  ;  the  best  carbon  is  retort  carbon. 
"When  carbon  is  employed,  it  is  useful,  on  ac- 
count of  its  affinity  for  oxygen  at  high  tem- 
peratures, to  cover  it  from  air  and  moisture, 
as  in  Fig.  28.  The  conductor  C  rests  on  a  bath 
of  mercury ;  the  bar  B  is  in  porcelain,  it  serves 
to  "support  the  conductor  C  ;  the  conductor  D  is  fixed  on  the 
bell  by  an  hermetically  settled  joint.  The  carbon  rod  A  i 
at  top  and  bottom  on  conducting  blocks,  and  becomes  incan- 
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descent  by  the  passage  of  an  electric  current.  A  vacuum  is 
previously  established  in  the  bell,  and  the  apparatus  veritably 
forms  a  barometer  with  one  of  the  poles  of  the  battery  in 
communication  with  the  column  of  mercury,  and  the  other 
with  the  conductor  D.  The  apparatus,  properly  closed,  may 
be  applied  to  submarine  lighting,  as  well  as  to  the  illumina- 
tion of  powder  mills  and  of  mines,  especially  where  the  danger 
of  explosion  is  feared,  or  the  rapid  inflammation  of  very  com- 
bustible substances.  "When  the  current  is  of  sufficient  in- 
tensity, two  or  a  larger  number  of  lights  may  be  placed  in  the 
same  circuit,  care  being  taken  to  regulate  the  power  of  the 
magneto-electric  machines,  or  the  elements  of  the  battery 
producing  the  current." 

STAITE   AND   PETRIE'S   BURNER. 

In  1846  and  1849  Greener,  Staite,  and  Petrie  introduced 
similar  ideas  to  King's,  and  Petrie  inserts  in  his  patent  for 
a  lamp  the  following  suggestion  : — "  A  light  may  be  produced 
by  passing  an  electric  current  through  a  short  and  thin  con- 
ductor, which  heats  and  becomes  luminous  ;  but  the  majority 
of  substances  fuse  and  burn  rapidly :  however,  I  obtain  a 
good  light  by  using  iridium,  or  one  of  its  alloys.  Iridium 
may  be  fused  so  as  to  produce  an  ingot  whilst  it  is  submitted 
to  the  heat  of  the  voltaic  arc ;  afterwards  it  may  be  decarbonized 
and  rendered  more  malleable.  It  can  be  cut  into  small  pieces 
of  0*001  metre  diameter  and  0*010  to  0*020  metre  length, 
that  can  be  fixed  upon  two  insulated  metallic  supports,  which 
are  in  connection  with  the  two  wires  of  a  proper  galvanic 
battery.     There  is  then  obtained  a  beautiful  light." 

lodyguine's  burner. 

Lighting  by  incandescence  appears  to  have  faded  out  of 
view  until  1873,  when  M.  Lodyguine  reintroduced  the  system. 
He  employs,  carbon  in  a  single  piece,  diminishing  the  section 
at  the  most  luminous  point.  Two  carbons  are  placed  in  the 
same  apparatus,  and  are  brought  into  circuit  by  a  small 
exterior  commutator  as  consumed.  Scarcely  more  credit  can 
be  afforded  to  this  inventor  than  the  resuscitation  of  the  idea. 


LIGHTING    /.')'   INCANDESCENCE. 
KONN-S    BUHNER 

This  lamp  (Fig.  29)  oonsista  of  a  base,  A.  in  copper,  on 
which  are  fixed  two  terminals,  X.  two  bars,  C  I',  in  copper,  and 

a  small  valve.  K,  opening  only  outwards.  A  glass  case,  B,  is 
retained  on  the  base  by  a  collar,  L,  pressing  on  an  india-rubber 

ring.  One  of  the  vertical  rods,  D,  is  insulated  electrically  from 
the  base,  and  communicates  with  a  terminal  also  insulated. 
The  other  rod,  C,  is  constructed  in  two  parts,  consisting  of 
a  tube  fixed  directly  upon  the  base  without  insulation,  and 
of  a  copper  rod  split  for  a  part  of  its  length.  This  split  gives 
elasticity,  and  admits  of  the  rod  sliding  in  the  tube.  Five 
retort  carbons,  E,  are  placed  between  two  small  plates.  Each 
carbon  is  introduced  into  two  small  blocks,  also  of  carbon, 
which  receive  the  copper  rods  at  their  extremities.  The  rods 
are  equal  in  length  at  their  lower  ends,  and  of  unequal  length 
at  their  upper  ends.  A  hammer,  I,  is  hinged  on  the  bar  C, 
and  rests  only  on  a  single  rod  of  carbon  at  once. 

If  this  lamp  is  placed  in  circuit  by  attaching  the  two 
conductors  from  a  battery  to  the  terminals,  the  bar  of  carbon 
E  is  traversed  by  the  current  which  passes,  by  the  aid  of  the 
hammer  I,  from  the  copper  bar  F,  the  two  carbon  blocks  0  (), 
the  copper  bar  G,  and  the  plate  above  the  bar  D. 

Vacuum  is  previously  made  by  putting  the  cock  K  in  con- 
nection with  an  air-pump.  The  rod  E  becomes  luminous. 
Its  section  diminishes,  the  rod  breaks,  and  the  light  dis- 
appears. The  hammer  I  then  falls  on  another  rod,  and 
nearly  instantaneously  lighting  is  re-established.  When  all 
the  carbons  are  consumed,  the  hammer  rests  upon  the  copper 
rod  H,  and  the  current  is  not  interrupted. 

Each  lamp  gives  a  light  of  about  160  candle-power. 

BOULIGUINE'S   BURNER. 

In  this  burner  (Fig.  30),  one  of  the  bars  is  pierced  with  a 
small  hole  from  top  to  bottom,  and  has  a  slot  admitting  the 
passage  of  two  small  lateral  lugs.  The  emboli  is  introdn 
into  this  bar,  and  is  assisted  to  rise  by  a  counterweight  con- 
nected by  cords  to  lugs  in  the  transvi  rse  Bupport  on  which  the 
carbon  rests.     The  part  of  the  carbon   which   is   to  become 


58 


THE  ELECTRIC  LICET. 


Fig.  29. 
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incandescent  is  held  between  the  clips  of  two  conical  blocks  of 
retort  carbon.  A  screw,  placed  on  the  base,  admits  of  in- 
creasing or  diminishing  the  length  of  the  bar  which  carries  the 
upper  conical  block,  and  consequently  of  giving  to  the  luminous 
part  greater  or  less  length. 

When  the  lamp  is  placed  in  circuit,  the  carbon  rod  illumi- 
nates until  about  to  break.  Then  an  electro-magnet  opens  the 
clips  of  the  carbon-holders,  the  counterweight  above  drives  out 
the  fragments  that  remain  between  the  lips,  and  the  carbon 
rod  rises  and  penetrates  the  upper  block,  re-establishing  the 
current.  This  lamp  has  not  been  successful  in  practice, 
probably  due  to  the  somewhat  delicate  adjustment  required  of 
the  upper  carbon  clips. 

FONTAINE'S   BURNER. 

This  burner,  shown  in  Fig.  31,  consists  of  an  arrangement 
by  which  the  carbons  are  set  in  a  groove  at  each  of  their 
extremities  in  rigid  contact,  and  kept  fixed,  admitting  of  the 
burner  being  placed  in  any  position.  The  electric  current 
passes  automatically  from  one  carbon  to  the  other,  under  the 
action  of  the  electro-magnet,  which  is  included  in  the  circuit. 

The  only  reliable  elucidation  of  this  system  of  lighting  is 
also  due  to  M.  Fontaine,  and  the  description  of  the  following 
experiments  is  taken  from  his  work,  the  result  representing 
the  mean  of  more  than  twenty  trials  : — 


Methods  of  Coupling  the  Battery. 
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"  The  lamps  were  grouped  like  the  elements  of  a  battery  in 
tension,  then  forming  a  single  series. 

"  In  the  following  table  are  given  the  results  obtained  with 
lamps  arranged  in  batteries,  that  is  to  say,  on  distinct  circuits 
derived  from  the  battery.  Because  of  the  considerable  differ- 
ences observed  in  the  intensities  of  the  light  of  each  lamp  during 
the  same  experiment,  we  give  the  total  light  instead  of  that 
produced  by  each  lamp  : — 


Methods  of  Coupling  the  Battery. 
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"We  have  recently  made  similar  trials  with  Gaudoin  arti- 
ficial carbons  of  the  same  section,  and  the  results  have  been 
more  satisfactory.  Thus  the  total  light  produced  with  48 
elements  in  four  series  and  a  single  lamp  reached  80  burners, 
and  that  produced  with  the  same  battery  and  three  lamps 
attained  30  burners. 

"  The  same  battery  coupled  in  tension  and  actuating  a 
Serrin  lamp  gives  a  voltaic  arc  of  105  burners ;  but  the  light 
obtained  by  incandescence  is  much  steadier  and  more  agree- 
able to  the  eye. 

"  From  what  precedes,  it  appears  to  result  that  King  and 
Lodyguine's  system  is  much  more  favourable  to  large  foci  than 
to  the  divisibility  of  the  electric  light ;  however,  it  is  proper  to 
remark  that  when  10  burners  per  lamp  are  not  exceeded,  the 
carbons  have  a  very  long- duration,  whilst  they  are  consumed 
very  quickly  for  an  intensity  of  60  to  80  burners. 

"  Only  carbons  of  0*0016  metre  diameter  and  0'018  metre 
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Fig.  33. 


luminous  length  were  until  then  those  tried;  these  behave 
very  well  with  a  strong  current,  bni  give  no  light  with 
12    elements.       It     became    interesting    to 

learn  what  light  could  he  obtained  with 
12  elements  by  diminishing  the  length  of 
the  carl  mils.  This  was  the  object  of  a  new 
series  of  experiments.  "  Five  different  com- 
binations were  attempted,  by  varying  in  turn 
the  coupling  of  the  battery 
the  diameter  of  the  carbon, 
and  its  length. 

"The  best  results  were 
obtained  with  a  single  lamp 
furnished  with  Gaudoin 
carbons  of  O'OOIG  metre 
diameter,  and  of  0'015 
metre  length,  in  the  incan- 
descent portion. 

"  The  light  varied  between  two  and 
eight  burners,  but  it  was  more  often  five 
burners.  Each  carbon  lasted  on  average 
15  minutes." 

THE  SAWYER-MAX  BURNER. 


This  burner,  the  invention  of  Messrs. 
Sawyer  and  Man,  is  shown  in  Fig.  32.  The 
light  is  produced  by  the  incandescence  of  the  slender  pencil 
of  carbon.  The  light-giving  apparatus  is  separated  from 
the  lower  part  of  the  lamp  by  three  diaphragms,  to  shut  off 
downward  heat  radiation.  The  copper  standards  are  so 
shaped  as  to  have  great  radiating  surface,  so  that  the  con- 
duction of  heat  downward  to  the  mechanism  of  the  base  is 
wholly  prevented.  The  structure  of  the  base  enlarged  is  shown 
in  Pig.  33.  The  electric  current  enters  from  below,  follows  the 
metallic  conductors  to  the  "burner  "  as  shown  by  the  am 
thence  connecting  with  the  return  circuit.  The  light-producing 
portion  is  completely  insulated,  and  sealed  at  the  base,  gas- 
tight. 
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This  light  has  attracted  considerable  attention  in  America, 
and  its  method  of  working  is  thus  described  by  the  company 
formed  for  its  supply  : — 

"It  is  well  known  that  an  electric  current  will  exactly  and 
readily  divide  among  circuits  of  equal  resistance.  Accordingly, 
if  the  resistance  of  a  sub-circuit  be  maintained  constant,  no 
matter  what  may  be  going  on  in  it,  whether  a  lamp  is  not 
lighted  at  all,  or  lighted  to  a  mere  taper,  or  to  any  interme- 
diate stage  up  to  full  brilliancy,  it  is  obvious  that  no  other 
lamp  or  lamps  in  that  circuit  will  be  affected. 

"  The  lamp  has,  let  us  say,  a  resistance  of  0*95  of  an  ohm. 
Therefore,  if  one  lamp  is  out,  there  should  be  a  resistance  of 
0*95  of  an  ohm  in  its  stead.  This  is  the  shunt  resistance. 
The  resistance  of  the  circuit  is  maintained  constant  at  0*95, 
no  matter  what  may  be  the  change  in  the  proportion  of  the 
current  given  the  lamp.  The  varying  resistances  required  to 
give  the  best  effect  have  been  worked  out  by  practical  trial. 

"Thus  it  is  seen  that  the  greater  part  of  the  illumination  is 
the  product  of  a  small  part  of  the  current.  When  the  light  is 
well  on,  a  very  slight  increase  in  the  current  increases  the 
light  enormously.  It  is  here  that  the  great  loss  occasioned  by 
dividing  a  fixed  current  among  several  lamps  finds  its  explana- 
tion. A  cm-rent  that  suffices  in  one  lamp  to  produce  a  light, 
say,  of  100  candles  will,  if  divided  between  two  lamps,  give  in 
each  perhaps  no  more  than  ten  candles,  or  even  five,  making 
a  loss  of  90  candles  in  the  sum  total.  But  if  the  current 
be  doubled,  each  lamp  will  give  a  light  of  100  eandles,  and 
the  sum  total  will  be  200  candles  instead  of  ten.  Having 
brought  a  candle  or  a  system  of  candles  up  to  the  point  of 
feeble  incandescence,  a  (proportionally)  small  addition  to  the 
current  will  make  them  all  brilliant.  If  at  6000°  F.  a  given 
carbon  will  produce  a  light  of  three  candles,  at  12,000°  it  will 
give  nine  candles,  and  at  24,000°  it  will  give  81  candles  ; 
the  illuminating  power  increasing  with  vastly  greater  rapidity 
than  the  temperature. 

"  The  wires  supplying  the  current  may  be  run  through 
existing  gas-pipes,  each  lamp  being  provided  with  a  switch 
placed  conveniently  in  the  wall ;  and  by  simply  turning  a  key 
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the  light  is  turned  up  or  down,  off  or  on.  So  long  em  the 
boose  is  connected  with  the  main,  it  makes  no  difference  to 
the  producer  whether  all  the  lights  are  on  or  off,  since  the 
resistance  of  the  entire  (house)  circuit  must  be  overcome; 
though  it  will  to  the  consumer,  since  a  meter  records  the  time 
that  each  lamp  i-  on,  and  the  charge  is  rated  accordingly. 
The  cost  of  lamps  and  switches,  it  is  claimed,  will  not  exceed 
that  of  gas  fixtures. 

•■  The  meter  is  a  simple  clock  arrangement,  with  an 
attachment  designed  to  throw  the  dial  hands  into  connection 
when  a  light  is  on.  From  each  switch  a  pair  of  conducting 
wires  are  run  to  opposite  studs  on  a  wooden  disc.  When 
no  cm-rent  passes  through  the  lamp,  the  revolving  spring 
turns  without  making  any  record.  When  the  current  is  on, 
one  electric  connection  at  each  revolution  is  made  through 
the  pins  assigned  to  the  particular  lamp,  the  armature  of  the 
magnet  is  moved,  and  the  recording  wheel  is  advanced  one 
notch.  This  meter  does  not  measure  the  quantity  of  elec- 
tricity passing,  but  only  the  time  a  lamp  is  on.  If  two  or  any 
larger  number  of  lamps  are  on,  an  equal  number  of  connec- 
tions are  made  at  each  revolution  of  the  wheel,  and  the  record 
wheel  is  advanced  to  correspond.  This  registration  is,  of 
course,  a  mere  matter  of  business  detail.  In  view  of  the  well- 
founded  popular  dislike  to  gas  meters,  however,  it  wTould  seem 
to  be  desirable  to  dispense  with  such  devices  entirely ;  and  the 
nature  of  electric  distribution  appears  to  favour  other  and  less 
objectionable  modes  and  means  of  determining  the  financial 
relations  of  producers  and  consumers. 

"  Where  the  main  is  tapped  for  a  sub-circuit,  a  shunt  is 
introduced  so  as  to  throw  so  much  of  the  current  as  may  be 
needed  into  the  derived  circuit.  The  resistance  of,  say,  100 
added  lamps  will  be  about  100  ohms.  By  giving  to  the  shunt 
a  resistance  of  one  ohm,  l-100th  of  the  current  will  be  diverted, 
and  the  lamps  supplied.  When  a  large  number  of  lamps  are 
required  in  a  circuit,  a  combination  of  the  two  plans  indicated 
is  employed. 

"The  diversion  of  any  portion  of  the  electric  supply  into 
an  added  circuit,   whether  one  house  or  a  group  of  houses, 
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necessarily  increases  the  aggregate  resistance  of  the  electric 
district,  and  calls  for  more  work  from  the  generator.  To 
meet  such  contingencies  automatically,  a  regulator  has  been 
invented,  which  responds  instantly  to  any  increase  or  diminu- 
tion in  the  demand,  thereby  securing  an  absolutely  uniform 
volume  of  current. 

"  This  regulator  so  controls  the  steam  or  other  power 
actuating  the  generator  of  electricity,  that  the  amount  of 
power  supplied  is  increased  or  diminished  in  exact  proportion 
to  the  demand,  either  by  changing  the  volume  of  steam  pro- 
duced, or  by  coupling  on  or  detaching  different  generators  or 
parts  of  a  single  generator  in  circuit. 

"  With  regard  to  the  cost  of  this  mode  of  electric  lighting 
no  positive  figures  can  be  given.  It  is  claimed  to  be  entirely 
demonstrated  that  one  horse-power  will  give  by  the  Sawyer- 
Man  system  of  incandescence  a  light  of  35  foot  gas-burners 
an  hour.  Where  large  powers  are  employed,  the  cost  of 
steam-power,  every  item  included,  is  commonly  rated  at  one 
cent  per  horse-power  per  hour.  The  cost  of  150  feet  of  gas, 
at  New  York  rates,  is  41  cents,  which  would  make  the  gas 
over  forty-fold  dearer  than  the  Sawyer-Man  light." 

JABLOCHKOFF'S  BURNER. 

M.  Jablochkoff,  recognizing  the  advantage  of  regularity 
offered  by  the  system  of  incandescence,  designed  a  burner 
(Fig.  34)  which  consists  of  a  strip  of  kaolin 
F(g.  34.  mounted   between  two   springs   forming  the 

ends  of  the  conducting  wires.  A  film  of  some 
conducting  substance  is  painted  along  the 
edge  of  the  strip,  to  enable  the  electric  circuit 
to  be  formed  when  lighting  is  begun.  This 
arrangement  gives  a  very  soft,  pleasing 
light,  but  needs  machines  producing  currents 
of  high  electro-motive  force,  and  therefore 
expensive  in  construction  and  maintenance. 
Its  use  has  given  way  to  the  more  practicable 
"  candle  "  introduced  by  the  same  inventor. 
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Fig.  35. 


EDISON  -    BURKEB. 

Instead  of  carbon  rods,  Mr.  Edison  employs  an  alio}-  of 
iridio-platinnm.  Thia  alloy  is,  however,  liable  to  fusion,  under 
the  action  of  an  electric  current-strength  at  which  carbon  is 
available  for  illumination.  To  prevent  fusion  of  the  wire,  it 
is  necessary  to  put  it  out  of  circuit  when  approaching  the 
fusing  point.  In  effecting  this,  use  is  made  of  the  expansion 
of  the  wire  produced  by  heat ;  as  the  wire  expands,  so  is  a 
bar  drawn  nearer  to  a  contact-stop  by  a  spring.  At  a  certain 
limit  of  expansion,  which  can  be  adjusted,  the  wire  is  put  out 
of  circuit  by  a  "  short  circuit  "  being  completed.  The  prin- 
ciple is  illustrated  by  Fig.  35.  One  end  of  a  strip  of  iridio- 
platinum  is  rigidly  fixed  to  the 
top  of  a  cross-bar,  with  which 
a  wire  is  connected.  The  other 
end  is  affixed  to  the  lower  end 
of  the  cross-bar,  which  is  con- 
nected with  a  lever  actuated  by 
a  spring.  The  other  wire  is 
also  joined  to  this  point.  Under- 
neath this  lever  is  an  adjust- 
able screw  tipped  with  platinum. 
From  the  standard  of  this  screw 
runs  a  shunt  wire  to  the  top 
of  the  strip  of  the  alio}-.  As 
the  strip  is  heated   it   expands. 

and  the  spring  on  the  lever  draws  it  down.     The  shunt  sci 
is  set  to  the  desired  degree  of  heat,  and  when  this  is  reacln  d 
the   lever  is  in  contact   with  the  screw,  and  the   current   is 
shunted  out  of  the  strip.     In  practice,  this  contact  is  being 
constantly  made  and  broken. 

In  practice,  Mr.  Edison  employs  the  form  of  lamp  shown 
in  Figs.  86  and  37,  and  thus  described  by  him  :  '•Platinum 
and  other  materials  that  can  only  be  fused  at  a  very  high 

perature  have  been  employed  in  electric  lights  j  but  tl 
is  risk  of  such  light-giving  Bubstance  melting  under  the  <  lectric 
energy.     This  portion  of  my  invention  relates  to  the  regula- 
tion of  the  electric  current,  so  as  to  prevent  the  same  becoming 
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so  intense  as  to  injure  the  incandescent  material.    The  current 


Fig.  36. 


Fig.  37. 


regulation   is   primarily  effected   by  the   heat  itself,    and   is 
automatic.    In  Fig.  36  I  have  shown  the  light -producing  body 

as  a  spiral,  A,  connected  to  the 
posts  B  C,  and  within  the  glass 
cylinder  G.  This  cylinder  has  a 
cap,  L,  and  stands  upon  a  base, 
M,  and  for  convenience  a  column, 
N,  and  stand,  0,  of  any  suitable 
character,  may  be  employed.  I 
remark  that  it  is  preferable  to  have 
the  light  within  a  case  or  globe, 
various  materials  may  be  employed, 
and  that  such  as  alum  water,  be- 
tween concentric  cylinders  to  lessen 
radiation,  retain  the  heat,  and 
lessen  the  electric  energy  required ; 
or  coloured  or  opalescent  glass,  or 
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solutions  that  reduce  the  refrangibility  of  the  light,  rach  as 

sulphate  of  quinine,  niay  be  employed  to  moderate  the 
light,  and  the  Light  may  cither  be  in  the  atmosphere  or  in  a 
vaeuum.  The  materials  that  I  have  found  especially  adapted 
to  use  as  light-giving  substances  are  set  forth  hereafter.  The 
electric  circuit  (Fig.  36)  passes  by  line  to  the  post,  and  by 
B  wire  to  the  lever  F,  thence  by  the  wire  or  rod  K,  cap  L, 
wire  E,  to  the  post  C,  through  the  double  spiral  A  to  the  post 
B,  and  by  a  metallic  connection  or  wire  to  the  post  N  and 
line,  and  so  on  through  the  electric  circuit,  and  the  light  be 
developed  in  A.  The  rod  K  will  expand  in  proportion  to  the 
heat  of  the  coil,  or  in  proportion  to  the  heat  developed  by  the 
pi -sage  of  the  current  through  the  fine  wire,  and,  if  the  heat 
becomes  dangerously  high,  injury  to  the  apparatus  is  prevented 
by  the  expansion  of  rod  K  moving  the  lever  F,  to  close  the 
circuit  at  L  and  short-circuit  or  shunt  a  portion  of  the  current 
from  the  coil  A,  and  reducing  its  temperature ;  this  operation 
is  automatic,  and  forms  the  principal  feature  of  my  invention, 
because  it  effectually  preserves  the  apparatus  from  injury. 
The  current  need  not  pass  through  the  wire  or  rod  K,  as  the 
expansion  thereof  by  the  radiated  heat  from  the  coil  A  will 
operate  the  lever  F,  as  indicated  in  Fig.  37,  but  the  movement 
is  not  so  prompt.  It  is  to  be  understood  that  in  all  cases  the 
action  of  the  short  circuit  or  shunt  is  momentarily  to  lessen 
the  current  through  the  light-giving  substance,  and  the  circuit- 
closing  device  s  play  up  and  down  at  the  contact  point,  main- 
taining uniformity  of  brilliancy  of  light." 

Aj  an  acc<  -sory  method,  it  is  suggested  that,  "in  lighting 
by  electricity,  it  is  often  important  to  use  a  secondary  battery 
in  connection  with  the  main  current.  Electric-light  coils  may 
be  put  in  a  secondary  circuit  containing  cells,  with  plates  in  a 
conducting  liquid,  and  a  lever  is  vibrated  by  an  electro-magnet 
or  by  clockwork.  When  the  lever  is  in  contact,  the  current 
from  line  passes  through  the  electro-magnet  and  cells;  but 
when  the  contact  ceases,  the  line  is  closed,  hut  a  local  circuit 
is  made  through  the  coils  and  secondary  battery;  the  discharge 
of  the  secondary  battery  gives  the  light,  and  the  movement 
is    so   rapid    that   the    light    appears   continuous.      A    single 
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secondary  battery  may  be  introduced  with  one  or  more  lights, 
the  expansion  of  the  light-giving  material  short-circuiting  the 
current  through  the  secondary  battery.  Instead  of  a  rheostat 
in  the  shunt  circuit,  I  sometimes  employ  a  button  of  carbon. 
In  this  case  the  spring  lever,  bearing  upon  the  carbon  button, 
lessens  the  resistance  by  the  increase  of  pressure  as  the  platina 
strip  expands;  and  as  it  contracts  and  lessens  the  pressure  on 
the  carbon  button,  the  resistance  of  that  carbon  button  in- 
creases, and  a  greater  portion  of  the  current  is  sent  through 
the  platina  strip.     This  regulation  is  very  accurate." 

Whether  the  use  of  carbon  or  the  use  of  platinum  is  the 
more  economical  has  yet  to  be  determined.  Professor  Ayrton 
has  shown  that  light  should  be  maintained  in  a  carbon  rod  by 
a  minimum  electro -motive  force  of  about  half  a  Daniell  cell, 
whilst  one-third  cell  is  only  required  for  platinum.  But  the 
same  quality  of  caloric  raises  the  temperature  of  a  small  bar 
of  carbon  to  a  degree  nearly  twice  that  attained  by  a  platinum 
wire  of  the  same  dimensions.  The  resistance  of  the  carbon 
is  nearly  250  times  greater  than  that  of  the  metal,  so  that 
a  carbon  rod  may  be  15  times  thicker  than  a  platinum  rod  to 
give  the  same  result.  Further,  the  carbon  is  practically  infu- 
sible, but  unfortunately  oxidizes  or  consumes  by  combination 
with  the  oxygen  of  the  air. 


(      Tl      ) 


CHAPTER  V. 

MAGNETO-  AND   DYNAMO-ELECTRIC   MACHINES. 

A  magxeto-electric  machine  may  be  denned  as  a  mecha- 
nism intended  to  create,  by  the  help  of  magnetism,  induced 
electric  currents,  or  in  other  words,  to  transform  work  into 
electricity.  The  term  "  magneto-electric  "  is  usually  confined 
to  those  machines  in  which  the  magnetism  is  obtained  from 
permanent  magnets.  When  permanent  magnets  are  replaced 
by  electro-magnets,  the  term  "dynamo-electric"  is  generally 
used.  The  term  "dj-namo-electric  "  is,  of  course,  applicable  to 
any  form  of  machine,  such  as  a  frictional  electric  machine, 
by  which  work  is  converted  into  electricity ;  but  custom  has 
limited  its  use. 

The  same  principle  underlies  the  action  of  all  magneto-  and 
dynamo-electric  machines — that  the  cutting  of  a  line  or  field 
of  magnetic  force  by  a  closed  wire  circuit  induces  in  the  wire 
an  electric  current.  The  direction  of  this  current  will  vary 
with  the  direction  of  motion  and  the  polarity  of  the  magnetic 
field. 

The  year  1820  was  an  epoch  of  most  eventful  discovery  as 
concerns  electrical  science.  In  July,  Oerstedt  found  that  a 
closed  electric  circuit  deflected  a  magnetized  needle.  Two 
months  afterwards,  De  la  Rive  repeated  the  experiment  before 
the  Academy  of  Sciences  at  Paris.  Some  days  later,  Amp  r< 
demonstrated  the  mutual  action  of  two  currents  and  of 
magnets  on  currents,  and  Arago  discovered  that  an  electric 
current  imparts  magnetic  properties  to  iron  and  steel. 

Ten  years  elapsed  before  Faraday  discovered  that  a  magnet 
could  bring  into  existence  an  electric  current,  and  he  illus- 
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trated  his  discovery,  as  he  did  all  his  discoveries,  by  a  simple 
and  beautiful  experiment.     If  a  bar-magnet  (Fig.  38)  is  intro- 


Fig.  38. 


'S3^,. 


duced  into  a  bobbin  or  coil  of  insulated  wire,  an  electric 
current  appears  in  the  wire  if  the  circuit  is  closed.  When 
the  bar  enters  the  coil,  the  galvanometer  needle  indicates  the 
existence  of  a  current  of  a  certain  direction  ;  when  the  move- 
ment is  arrested,  the  needle  returns  to  zero  ;  when  the  bar  is 
withdrawn,  the  galvanometer  indicates  a  current  inverse  in 
direction  to  the  first.  These  currents  are  termed  induction 
currents,  or  induced  currents,  and  the  magnetic  bar,  the 
inductor. 

When  an  electric  circuit  is  traversed  by  an  electric  current 
of  a  certain  direction,  and  there  is  approached  to  it  another 
circuit  not  traversed  by  a  current,  there  is  induced,  during  the 
period  of  approximation,  an  electric  current  in  this  second 
circuit,  in  inverse  direction  to  the  first.  The  fact  is  illustrated 
experimentally  by  Fig.  39.  When  the  coil  connected  to  the 
battery  is  plunged  into  that  connected  to  the  galvanometer, 
there  is  produced  in  the  latter  a  current  of  opposite  direction 
to  that  in  the  former  coil.  But  when  the  inducing  bobbin  is 
withdrawn,  there  arises  in  the  second  coil  a  current  of  opposite 
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direction  to  that  caused  in  the  same  coi]  by  the  introduction 
of  tin-  inducing  coil. 


Fig.  39. 


The  method  of  utilization  of  these  facts  will  be  apparent 
upon  study  of  the  various  machines  in  which  they  are  employed. 

PIXII'S  MACHINE. 

Pixii's  machine,  invented  in  1832  (Fig.  40),  consists  of  an 
electro-magnet  attached  to  the  upper  part  of  a  framework,  and 
a  magnet  arranged  to  turn  rapidly  before  the  electro-magnet, 
pole  to  pole.  A  handle  and  a  pair  of  bevel  wheels  suffice  to 
rotate  the  magnet.  The  arrangement  of  the  apparatus  is,  of 
course,  primitive. 

THE   I  OMMUTATOB. 

When  movement  is  imparted  to  the  magnet,  its  poles  are 
made  to  pass  successively  before  the  poles  of  the  electro-magnet. 
There  is  induced  in  the  wire  of  the  coils  at  each  half-revolution 
a  current  which  passes  into  the  conducting  wires  parallel  to 
the  vertical  standards.  This  current  is  alternately  direct  and 
inv.  rse,  and  for  many  applications  must  be  caused  to  take  our 
direction.  This  is  effected  by  means  of  a  commutator  on  the 
axis  of  rotation,  upon  which  press  springs  in  connection  with 
the  conducting  wir<  -. 
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The  commutator  is  one  of  the  most  important  parts  of  these 
machines,  and  its  principle  is  explained  by  the  diagram 
(Fig.  41). 


Fig.  40. 


Fig.  41. 


A  and  B  are  two 
halves  of  a  cylinder, 
completely  insulated 
one  from  another  by 
a  bad  conductor  F  G. 
Let  each  be  connected 
with  one  of  the  poles 
of  a  voltaic  battery.  So  long  as  the  cylinder  remains  at  rest, 
the  friction  springs  C  and  D  and  the  conductor  H  J  are  affected 
by  a  direct  current ;  but  when  the  cylinder  rotates,  the  current 
collected  by  the  friction  springs  will  change  direction.  If, 
however,  the  cylinder  A  B  is  put  on  the  axle  of  a  machine,  so 
as  to  turn  with  it,  and  if  the  half-cylinder  A  is  connected  to  one 
coil  of  the  electro- magnet  and  the  half-cylinder  B  to  the  other, 
there  happens  the  exact  contrary ;  the  currents  collected  are 
always  in  the  same  direction,  because  the  current  hi  the 
electro- magnet  changes  its  direction  at  the  same  instant  that 
the  friction  springs  C  D  change  on  the  half-cylinders. 

Such  is  the  principle  of  all  commutators,  to  present  the 
inverse  poles  of  a  circuit  to  the  friction-pieces  at  each  inversion 
of  the  current  in  the  machine. 
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Where  the  friction-pieces  leave  one  of  the  conductors  of 
the  commutator  to  pass  the  other,  sparks  generally  appear, 
which  are  very  intense,  and  rapidly  consume  this  portion 
of  the  apparatus. 

CLARKE'S  MACHINE. 

Clarke's  machine  (Fig.  42)  consists  of  a  bundle  of  horse- 
shoe magnets.  Before  this  bundle  two  bobbins  are  revolved, 
by  means  of  a  bevel  wheel  and  small  crown  wheel  mounted 

Fig.  12. 


on  the  axle  of  the  coils.  The  coils  are  wound  on  two  cylinders 
of  soft  iron,  connected  together  by  the  same  metal.  A 
commutator  at  the  extremity  of  the  axis  redirects  the  currents. 
This  machine  is  usually  considered  the  parent  of  existing 
electric  machines,  and  is  noticeable  from  the  good  arrange- 
ment of  the  parts. 
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BREGUET  S  MACHINE. 


This  magneto-electric  machine  (Fig.  43)  bears  a  close 
resemblance  to  Clarke's.  But  in  Clarke's  machine,  however 
rapidly  the  currents  were   made,  they  were   not   absolutely 


continuous.  M.  Alfred  Niaudet  Breguet  modifies  the  rotating 
bobbins  so  as  to  obtain  a  perfectly  continuous  electrical 
current.  A  circular. disc  is  mounted  on  a  horizontal  axis. 
Twelve  bobbins  are  inserted  in  this  disc.  The  bobbins  are 
connected  together  as  so  many  elements  of  a  galvanic  battery, 
and  form  one  continuous  length.  The  electrical  condition 
of  each  bobbin  when  in  movement  may  be  inferred  from 
Lenz'  law,  that  an  inverse  current  is  induced  when  a  con- 
ductor approaches  a  pole  of  a  magnet,  and  a  direct  current 
when  it  is  withdrawn  from  the  pole.  Suppose  the  whole 
armature  to  revolve  in  the  direction  indicated  by  the  arrow. 
All  the  bobbins  on  the  left  will  be  traversed  by  a  current  in 
one  direction,  and  all  those  on  the  right  by  a  current  opposite 
in  direction,  but  equal  in  volume  to  the  former.  The  apparatus 
might  not  inaptly  be  compared  to  two  distinct  batteries,  con- 
sisting of  six  elements,  each  connected  together  for  tension ; 
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.ill  that  remains  to  complete  the  analogy  is  to  unite  these 
two  batteries  for  quantity.  This  is  effected  by  two  metallic 
springs,  attached  to  two  small  uprights  which  are  the  terminals 
of  the  magneto-machine.  Twelve  Btrips  of  copper  are  disposed 
radially,  and  to  them  are  attached  the  two  adjacent  ends  of 
each  pair  of  bobbins:  The  metallic  Bprings  are  virtually 
current   collectors;   and  as   they  are  always   in  contact  with 

ral  of  the  radial  strips,  they  must  always  be  traversed 
by  electric  currents.  Hence  the  perfect  continuity  of  the 
current  developed  by  this  machine. 

This  apparatus  is  serviceable  in  cases  requiring  high 
tension  but  small  quantity.  In  this  respect,  and  the  facility 
afforded  of  constructing  cylindrical  bobbins  with  very  fine 
wire,  it  may  possess  some  advantage  over  the  Gramme 
machine. 

BRUSH'S   .Mai  BINE. 

The  leap  from  magneto-  to  dynamo-electric  machines  may 
be  considered  too  sudden,  but  a  comparison  of  the  machine 
about  to  be  described — one  of  the  most  successful  and  practical 
of  electric-light  machines — with  the  earlier  forms,  will  prove 
more  easily  the  immense  powers  derived  from  the  application 
of  the  principle  known  as  that  of  mutual  accumulation.  This 
principle,  first  patented  by  Mr.  Varley,  and  subsequently  dis- 
red.  it  is  said  simultaneously,  by  Sir  Charles  AVheatstone 
and  by  l>r.  Werner  Siemens,  consists  in  passing  through  the 
coils  of  the  electro-magnet  (substituted  for  the  permanent 
magnets i  the  current  generated  by  the  revolving  coils,  this 
current  being  developed  ah  initio  by  the  magnetism  in  v<  r 
completely  absent  from  the  iron  core  of  an  electro-magnet. 
The  increase  of  magnetism  caused  by  the  increase  of  current 
in  the  coils  of  the  electro-magnet  increases  the  current 
induced  in  the  revolving  coils,  and  there  thus  occurs  a 
development  of  current  at  compound  interest,  and  this  means 
of  development  is  an  application  of  the  principle  of  mutual 
accumulation.  Mr.  Brush,  the  inventor  of  the  machine 
bearing  his  name,  considers  that  even  the  best  forms  of 
magneto-electric  apparatus  are   unnecessarily  bulky,  heavy. 
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and  expensive,  and  are  more  or  less  wasteful  of  mechanical 
power. 

The  armature  of  the  Brush  machine  (Figs.  44  to  46)  is 
of  iron,  in  the  form  of  a  ring,  and  is  attached  to  a  hub.  This 
hub  is  rigidly  attached  to  the  shaft  C,  which,  when  driven 
by  the  pulley,  causes  the  armature  to  revolve  in  its  own  plane. 

Fig.  44. 


The  armature,  instead  of  having  a  uniform  cross  section 
throughout  its  circumferential  length,  as  is  customary  with 
annular  armatures,  is  provided  with  grooves  or  depressions 
in  a  direction  at  right  angles  with  its  magnetic  axis  or 
length.  These  grooves  are  wound  full  of  insulated  copper 
wire.  The  sections  of  wire  thus  formed  are  of  any  suitable 
number.  The  advantage  of  winding  the  wire  on  the  armature 
depressions  is  twofold :  (1)  The  projecting  portion  of  the 
armature  between  the  sections  of  wire  may  be  made  to  revolve 
very  close  to  the  poles  N  N  and  S  S  of  the  magnets,  from 
which  the  magnetic  force  is  derived,  thus  utilizing  the  in- 
ductive force  of  the  latter  to  a  much  greater  extent  than  is 
possible  in  the  case  of  annular  armatures  entirely  covered 
with  wire,  which  therefore  cannot  be  brought  very  near  the 
magnets.  (2)  Owing  to  the  exposure  of  a  very  considerable 
portion  of  the  armature  to  the  atmosphere,  the  heat,  which 
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is  always  developed  by  the  rapidly  succeeding  magn<  tizati 
and   demagnetizations  of  armatures   in  motion,   is  rapidly 
dissipated  by  radiation  and  convection. 

In  the  case  of  armatures  entirely  covered  with  wire,  the 
escape  of  heat  is  very  slow,  so  that  they  must  be  run  at  a 
comparatively  low  rate  of  speed,  with  corresponding  effect, 
in  order  to  prevent  injurious  heating. 

Diametrically  opposite  sections  on  the  armature  may  have 
their  first  or  their  last  ends  joined  together,  and  their  re- 
maining ends  connected  with  two  segments  of  metal  of  the 
commutator  cylinder,  which  is  carried  by  the  shaft,  and  is  of 
insulating  material  (Fig.  45). 

The  two  metal  segments  are 
placed  diametrically  opposite 
each  other  on  the  cylinder,  and 
are  each  of  a  length  less  than 

half   the    circumference   of   the      (  1    (        )    jjlMZ^        (    ) 
latter,  thus  exposing  the  insu- 
lating  cylinder    in    two   places 
diametrically      opposite      each 

other,  and  alternating  with  the  metal  segments.  The  two 
segments,  say,  B8  and  S7,  corresponding  to  sections  3  and  7  of 
wire,  hold  a  position  on  the  cylinder  in  advance  of  those  of  the 
preceding  sections  S2  and  S6  to  the  same  angular  extent  that 
the  sections  3  and  7  in  question  are  in  advance  of  sections 
2  and  0.  In  this  arrangement  the  number  of  segments  is 
equal  to  the  number  of  sections,  each  segment  being  connected 
with  but  one  section.  The  first  and  last  ends  of  each  section 
can,  however,  be  attached  to  two  diametrically  opposite 
segments,  the  commutator  cylinder  in  that  case  being  con- 
structed with  double  the  number  of  segments  as  in  the 
former  case,  thus  making  the  number  of  segments  double 
the  number  of  sections.  Two  metallic  plates  or  brushes, 
insulated  from  each  other,  press  lightly  upon  the  cylinder, 
at  opposite  points,  so  selected  that  while  each  section  of  wire 
on  the  armature  is  passing  from  one  neutral  point  to  the 
other,  the  corresponding  segments  on  the  cylinder  will  be 
in  contact  with  them.     These  plates  or  brushes  collect   the 
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currents  of  electricity  generated  by  the  revolution  of  the 
armature,  one  being  positive  and  the  other  negative.  When 
the  section  of  wire  is  passing  the  neutral  points  on  the 
armature,  the  plates  are  in  contact  with  the  insulating  material 
of  the  cylinder  between  the  corresponding  segments,  thus 
cutting  the  section,  which  is  at  the  time  useless,  out  of  the 
circuit  altogether.  The  necessity  of  thus  insulating  each 
section  from  the  plates  during  the  time  it  is  inactive  becomes 
obvious  when  it  is  considered  that,  if  this  were  not  done,  the 
idle  section  would  afford  a  passage  for  the  current  generated 
in  the  active  sections.  During  the  time  a  section  or  bobbin 
is  passing  from  one  neutral  point  of  the  armature  to  the  next 
one,  an  electric  impulse,  constant  in  direction,  but  varying 
in  electro-motive  force,  is  induced  in  it.  This  electro-motive 
force,  starting  from  nothing  at  the  neutral  point,  quickly 
increases  to  nearly  its  maximum,  and  remains  almost  con- 
stant until  the  section  is  near  the  next  neutral  point,  when 
it  rapidly  falls  to  zero  as  the  neutral  point  is  reached. 

The  insulating  spaces  are  made  of  such  a  length  that  a 
section  or  bobbin  is  cut  out  of  the  circuit,  not  only  when  it  is 
at  the  neutral  points,  but  also  during  the  time  when  its  electro- 
motive force  is  rising  and  falling  at  the  beginning  and  end  of 
an  impulse. 

If  the  insulating  space  is  too  short,  so  as  to  keep  or  bring 
a  section  in  the  circuit  while  its  electro-motive  force  is  low, 
then  the  current  from  the  other  sections,  being  of  superior 
electro-motive  force,  will  overcome  this  weak  current,  and 
discharge  through  this  section.  If  the  insulating  spaces  are 
a  little  longer  than  necessary,  no  material  inconvenience 
results.  A  suitable  length  for  practical  purposes  is  easily 
determined  experimentally.  It  is  found  in  practice  that  the 
neutral  points  of  the  armature  in  motion  are  considerably  in 
advance  of  their  theoretical  position,  this  circumstance  being 
attributed  to  time  required  to  saturate  any  point  of  the  arma- 
ture with  magnetism,  so  that  the  given  point  is  carried  beyond 
the  point  of  greatest  magnetic  intensity  of  the  field  before 
receiving  its  maximum  charge. 

It  is  necessary  to  adjust  the  commutator  cylinder  on  the 
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revolving  shaft  of  the  machine  with  special  reference  to  the 
neutral  points  of  the  armature  when  in  motion,  in  order  that 
it-  insulating  space  ma;.  ondwith  the  neutral  points. 

This  adjustment  is  made  experimentally  as  follows: — The 
commutator  cylinder  haying  been  placed  approximately  in  its 
proper  position,  the  machine  is  started,  and  the  presence  or 
absence  of  Bparka  at  the  points  of  contact  between  the  plates 
and  commutator  cylinder  is  noted.  If  sparks  occur,  the 
commutator  cylinder  is  turned  slightly  forward  or  backward 
on  its  axis,  until  the  sparks  disappear. 

The   presence   of   sparks    when   the  commutator  is  even 

it ly  out  of  its  proper  position  is  easily  explained.  If  a 
break  b<  tween  a  pair  of  segments  and  the  plates  occurs  while 
the  corresponding  section  of  wire  on  the  armature  is  still  active, 
a  spark  is  produced  by  the  interruption  of  the  current,  while  if 
the  break  occurs  too  late  the  section  in  question  will  have 
become  neutral,  and  then  commenced  to  conduct  the  current 
from  the  active  sections  ;  and  the  interruption  of  this  passage 
causes  a  spark  in  this  instance.  If  the  commutator  is  much 
removed  from  its  proper  position  in  either  direction,  the  sparks 
are  so  great  as  to  very  rapidly  destroy  both  the  commutator 
and  the  brushes,  while  the  current  from  the  machine  is  corre- 
spondingly diminished. 

With  the  arrangement,  where  the  first  and  last  ends  of  each 
of  two  diametrically  opposite  sections  are  attached  to  two 
opposite  segments,  the  intensity  of  the  induced  electric  current 
will  be  that  due  to  the  length  of  wire  in  a  single  section  only, 
while  the  quantity  will  be  directly  as  the  number  of  sections. 
By  doubling  the  size  of  each  bobbin,  and  diminishing  their 
number  one-half,  a  current  of  double  the  intensity  and  one- 
half  the  quantity  of  the  former  will  be  obtained.  This  effect, 
however,  can  be  secured  in  another  manner,  by  connecting 
the  first  and  last  ends  of  the  two  opposite  sections  together, 
and  joining  the  remaining  ends  only  to  two  opposite  segments, 
as  illustrated  in  Pig.  16.  This  arrangement  is  found  most 
convenient  in  practic 

The  arrangement  of  the  cylinder  with  segments  is 
usually  replaced  by  another,  in  which  the   last  end  of  one 
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section  and  the  first  end  of  the  succeeding  one  may  be  con- 
nected with  a  strip  of  metal  attached  to  the  cylinder,  parallel 

with  its  axis,  as  in  the  Sie- 
FlG-  46*     —^  mens  and  Gramme  machines. 

These  metallic  strips  or  con- 
ductors are  equal  in  number 
to  the  sections  of  wire  on  the 
armature,  and  are  insulated 
from  each  other.  The  plates 
press  upon  the  cylinder,  in 
this  case,  at  points  corre- 
sponding to  the  neutral  points 
of  the  armature,  thus  being  at 
right  angles  with  their  position  in  the  first  arrangement.  This 
plan,  which  is  the  one  commonly  used  with  annular  armatures, 
gives  fair  results,  but  is  subject  to  a  serious  disadvantage  from 
which  the  first  is  free.  The  difficulty  is  that  the  sections  of 
wire,  when  at  or  near  the  neutral  points  of  the  armature,  con- 
tribute little  or  no  useful  effect,  but  the  cm-rent  from  the  other 
sections  must  pass  through  these  in  order  to  reach  the  plates, 
thus  experiencing  a  considerable  and  entirely  useless  resist- 
ance ;  and,  owing  to  the  opposite  directions  of  the  currents 
through  the  active  sections  on  opposite  sides  of  the  neutral 
points,  these  currents,  by  passing  through  the  idle  sections,  tend 
strongly  to  produce  "  consequent "  points  in  the  armature  where 
the  neutral  points  should  be,  thus  interfering  seriously  with 
the  theoretical  distribution  of  the  magnetism  of  the  armature. 
The  electro-magnets  H  are  excited  by  the  whole  or  a  portion 
of  the  electric  current  derived  from  the  revolving  armature,  as 
is  usual  in  apparatus  of  this  kind,  the  novel  feature  of  this 
part  of  the  machine  consisting  of  the  manner  in  which  the 
magnetic  poles  are  presented  to  the  armature  ;  this  arrange- 
ment is  such  that  a  very  large  proportion  of  the  entire  surface 
of  the  armature  is  constantly  presented  to  the  poles  of  the 
magnets,  thus  securing  uniformity  of  magnetization,  as  well 
as  maximum  amount.  The  iron  segments,  constituting  the 
poles  of  the  magnets  H,  are  arranged  on  both  sides  of  the 
armature  (Fig.  44) .   The  pieces  N  N,  or  S  S,  may  be  connected  at 
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kheir  outer  edges,  thus  forming  one  piece,  and  inclosing  the 
armature  still  more.  This  arrangement  is,  in  fact,  adopted 
by  the  inventor  for  small  machines,  inasmuch  as  one  electro- 
magnet may  thus  be  used  instead  of  two,  the  effed  being  the 
same,  only  less  in  degree,  while  the  construction  of  the  machine 
is  simplified. 

Of  course,  permanent  steel  magnets  may  be  employed  in 
these  machines,  instead  of  electro-magnets,  and  this  substi- 
tution is  advisable  in  small  hand  machines. 

In  other  dynamo-electric  machines  no  magnetic  field  is 
maintained  when  the  external  circuit  is  opened,  except  that 
due  to  residual  magnetism;  hence  the  electro-motive  force 
developed  by  the  machine  in  this  condition  is  very  feeble. 
It  is  only  when  the  external  circuit  is  closed  through  a  re- 
sistance not  too  large  that  powerful  currents  are  developed, 
owing  to  the  strong  magnetic  field  produced  by  the  circulation 
of  the  currents  themselves  around  the  field  magnets.  Such 
machines  are  not  well  adapted  to  certain  kinds  of  work, 
notably  that  of  electro-plating.  For  this  purpose,  a  machine 
arranged  to  do  a  large  quantity  of  work  at  one  operation  may 
fail  entirely  to  do  a  small  quantity,  because  of  the  compara- 
tively high  external  resistance  involved  in  the  latter  case,  and 
the  low  electro-motive  force  of  the  machine  at  the  start.  Again, 
during  the  process  of  electro-plating  a  very  considerable 
electro-motive  force  is  developed  in  the  plating  bath,  in  a 
direction  opposed  to  the  current  from  the  dynamo-electric 
machine.  If  now  the  current  is  momentarily  weakened,  by 
accident  or  otherwise,  its  magnetic  field,  and  consequently  its 
electro-motive  force,  are  correspondingly  reduced.  If  the  latter 
falls  below  the  electro-motive  force  of  the  bath,  it  will  be  over- 
come by  it,  and  the  machine  will  have  the  direction  of  its  current 
reversed.  This  accident  often  happens  with  plating  machines, 
and  is  a  source  of  much  annoyance.  It  will  now  be  obvious 
that,  if  even  a  moderately  strong  magnetic  field  be  constantly 
maintained  within  the  machine,  both  of  the  above-described 
difficulties  will  be  eliminated.  Other  useful  applications  of  a 
"  permanent  field  "  machine  will  readily  suggest  themselves. 

By  diverting  from  external  work  a  portion  of  the  current  of 
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the  machine,  and  using  it  either  alone  or  in  connection  with 
the  rest  of  the  current  for  working  the  field  magnets,  the 
permanent  field  may  he  obtained. 

The  latter  plan  is  especially  useful  for  electro-plating 
machines.  If  the  external  circuit  be  broken  entirely,  the 
magnetic  field  will  in  the  former  plan  remain  unimpaired ;  and 
in  the  latter  plan  will  remain  sufficiently  strong  to  effect  the 
desired  end. 

Mr.  Brush  winds  the  cores  of  the  field  magnets  with  a 
quantity  of  a  comparatively  fine  wire,  having  a  high  resistance 


in  comparison  with  that  of  the  external  circuit,  and  the  rest  of 
the  wire  in  the  machine.  The  ends  of  this  wire  are  so  con- 
nected with  other  parts  of  the  machine,  that  when  the  latter  is 
running  a  current  of  electricity  constantly  circulates  in  the 
wire,  whether  the  external  circuit  be  closed  or  not.  The  high 
resistance  of  this  wire  prevents  the  passage  through  it  of  more 
than  a  small  proportion  of  the  whole  current  capable  of  being 
evolved  by  the  machine ;  therefore  the  available  external 
current  is  not  materially  lessened.  When  this  device,  called 
a  "teaser,"  is  used  in  connection  with  field  magnets,  also 
wound  with  coarse  wire  (Fig.  47),  for  the  purpose  of  still  further 
increasing  the  magnetic  field  by  employing  the  main  current 
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far  this  purpose,  then  the  "teaser"  may  be  so  arranged  that 
the  current  which  passes  through  it  will  also  circulate  in  the 
-•   wire,  thus  increasing  efficiency. 

By  this  device  also,  in  electric  lighting,  the  total  cessation 
of  the  current  is  prevented.  In  the  abstract  of  the  report  of 
the  Franklin  Institute  will  be  found  the  results  of  working 
this  machine. 


THE    WAI.LACE-FAKMKi;   MACHINE. 

In  the  Wallace-Farmer  machine  (Fig.  48),  the  magnetic 
field  is  produced  by  two  horseshoe  electro-magnets,  but  with 

Fig.  48. 


poles  of  opposite  character  facing  each  other.  Between  the 
arms  of  the  magnets,  and  passing  through  the  uprights 
supporting  them,  is  the  shaft,  carrying  at  its  centre  the 
rotating  armature.  This  consists  of  a  disc  of  cast  iron,  near 
the  periphery  of  which,  and  at  right  angles  to  either  face,  are 
iron  cores,  wound  with  insulated  wire,  thus  constituting  a 
double  series  of  coils.  These  armature  coils  (Figs.  49  and  50) 
being  connected  end  to  end,  the  loops  so  formed  are  connected 
in  the  same  manner,  and  to  a  commutator  of  the  same  con- 
struction as  that  of  the  Gramme.  As  the  armature  rotates 
the  cores  pass  between  the  opposed  north  and  south  poles  of 
the  field  magnets,  and  the  current  g<  aerated  depends  on  the 
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change  of  polarity  of  the  cores.  It  will  he  seen  that  this 
constitutes  a  double  machine,  each  series  of  coils,  with  its 
commutator,  being  capable  of  use  independently  of  the  other ; 


Fro.  49. 


Fig.  50. 


but  in  practice  the  electrical  connections  are  so  made  that 
the  currents  generated  in  the  two  series  of  armature  coils  pass 
through  the  field-magnet  coils,  and  are  joined  in  one  external 
circuit.  This  form  of  armature  also  presents  considerable 
uncovered  surface  of  iron  to  the  cooling  effect  of  the  air  ;  but 
its  external  form,  in  its  fan-like  action  on  the  air,  like  that  of 
the  Brush,  presents  considerable  resistance  to  rotation.  In 
the  Wallace-Farmer  machine  there  is  considerable  heating 
of  the  armature,  the  temperature  being  sometimes  sufficiently 
high  to  melt  sealing-wax. 

SIEMENS'   EARLIER   MACHINE. 

Continuing  the  historical  arrangement  of  our  description, 
the  most  important  innovation  brought  to  bear  on  induction 
machines  giving  alternating  currents  is  the  longitudinal  coil 
devised  by  Siemens  and  Halske,  of  Berlin,  in  1854.  The  iron 
of  this  coil  is  cylindrical  in  form,  hollowed  out  parallel  to  its 
axis  in  two  large  and  deep  recesses,  so  that  its  transverse 
section  resembles  an  I.  The  copper  wire,  insulated,  is  wound 
in  the  recesses  parallel  to  the  axis  of  the  cylinder,  and,  with 
part  of  the  iron  left  uncovered,  constitutes  a  complete  cylinder. 
One  of  the  ends  of  the  wire  is  soldered  to  the  metallic  axle  of 
the  cylinder,  and  the  other  to  a  metal  ring  insulated  on  the 
extremity  of  this  axle. 
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Pig.  .">i  represents  one  of  these  earlier  Siemens'  machines. 
The  armatures  of  the  magnet  embrace  the  coil  very  closely, 
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just  permitting  its  rotation.     The  coil  acts  as  the  iron  keeper 
usually  furnished  to  magnets  to  prevent  loss  of  power. 

THE   "ALLIANCE"   MACHINE. 

The  "Alliance"  magneto-electric  machine,  invented  by 
Nollet  and  Van  Malderen  (Fig.  52),  is  constructed  with  a 
certain  number  of  bronze  plates,  C,  each  carrying  at  their 
circumference  16  coils.  These  plates  are  mounted  on  a 
horizontal  axle  actuated  by  a  motor  through  a  belt,  and 
revolve  between  eight  series  of  compound  magnets,  B  B,  set 
radially  around  the  axis  and  supported  parallel  to  the  plane 
of  the  plates  by  a  special  framework.  As  each  magnet 
has  two  poles,  one  series  presents  1G  poles  regularly  dis- 
tanced. There  are  as  many  poles  as  there  are  coils,  so  that 
when  one  is  facing  a  pole  the  10  others  are  also  facing 
poles.  These  machines  usually  have  four  or  six  plates, 
corresponding   to  (54  coils   ami  40   permanent   magnets   and 
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96   coils  and   56   permanent  magnets   respectively.     One  of 
the   poles   for   the   total    current   is   attached   to    the    axle, 
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which  is  in  communication  with  the  frame  by  means  of  the 
bearings  ;  the  other  pole  terminates  in  a  ring  concentric  to 
the  axle  and  insulated  from  it.  The  current  changes  its 
direction  every  time  a  bobbin  passes  before  the  magnet  poles. 
As  there  are  16  magnet  poles  there  are  16  changes  per 
revolution,  and  as  the  machine  makes  400  revolutions  per 
minute,  there  will  be  at  least  100  changes  of  direction  per 
second. 

Le  Eoux  gave,  before  the  Societe  d' Encouragement,  details 
of  the  theory,  construction,  and  working  of  the  Alliance 
machine.  It  necessarily  occurs  that  at  each  change  of 
polarity  the  intensity  of  the  current  should  pass  zero.  Thus 
100   times   per    second  the   spark    ceases    to    play  between 
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the  two  carbons.  The  light  does  not  appeal  discontinuous. 
This  is  due  to  the  well-known  persistence  of  light  on  the 
retina,  and  also  to  the  fact  that  the  true  voltaic  arc  only 
produces  a  fraction  of  the  electric  light,  the  remainder  being 

due  to  the  incandescence  of  the  carbons. 

The  tension  of  the  current  is  insufficient  to  cause  the  spark 
to  play  to  the  distance  between  the  cold  carbons,  but  when 
these  are  raised  to  incandescence  by  the  passage  of  the 
current,  the  surrounding  atmosphere  becomes  better  con- 
ducting by  the  elevation  of  temperature,  and,  douhtless  also, 
by  the  presence  of  carbonaceous  particles  ;  the  duration  of  the 
interruptions  being  very  short,  the  properties  of  the  atmosphere 
Burrounding  the  carbons  have  not  time  to  become  sensibly 
modified,  and  the  current  recommences  to  pass. 

Fie.  53. 
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HOLMES    MACHINE. 


In  Holmes'  magneto-electric  machine  for  the  production 
of  light  (1869),  (Fig.  53),  instead  of  the  coils  revolving  before 
the  magnets,  the  magnets  revolve  before  the  coils.  Part  of 
the  current  produced  is  employed  to  magnetize  the  electro- 
magnets ;  and  the  coils  can  give  several  independent  circuits, 
and  produce  several  independent  lights.  This  is  returning  to 
the  principle  of  the  Pixii  machine. 

WILDE'S  MACHINE. 

Wilde's  machine  (Fig.  54)  consists  of  two  Siemens'  appa- 
ratus superposed  and  of  unequal  dimensions,  with  the 
modification  that,  in  the  larger,  the  magnet  is  replaced  by 
a  powerful  electro-magnet.  The  upper  and  smaller  machine 
is  intended  to  magnetize  the  electro-magnet,  and  is  termed  the 
exciting  machine.  Between  the  two  arms  of  the  magnet  a 
longitudinal  bobbin  revolves,  developing  alternating  currents, 
which  are  redirected  by  a  commutator  and  led  to  the  electro- 
magnets by  wires  connected  to  two  terminals.  Beneath  is  the 
large  electro-magnet,  the  two  branches  of  which  are  con- 
structed of  plates  of  sheet  iron;  and  for  the  elbow  of  the  horse- 
shoe is  substituted  a  plate  of  iron  carrying  the  exciter.  The 
poles  of  this  electro-magnet  are  masses  of  iron  separated  by  a 
copper  plate,  and  form  a  cylindrical  cavity  in  which  revolves 
the  second  Siemens'  bobbin.  This  part  of  the  apparatus  is 
termed  the  generator.  The  two  bobbins  are  similar;  but 
the  diameter  of  the  larger  is  three  times  that  of  the  other. 
The  exterior  conducting  wires  are  attached  to  its  poles.  The 
insulated  copper  wire  which  covers  the  branches  of  the  large 
electro -magnet  are  carried  to  terminals  of  the  exciter.  By 
the  aid  of  two  driving  belts  and  a  proper  motor,  the  two 
bobbins  are  caused  to  revolve — the  smaller  with  a  velocity  of 
2400  revolutions  per  minute,  the  larger  with  a  velocity  of  1500 
revolutions  per  minute.  The  currents  induced  in  the  exciter 
maintain  the  larger  electro-magnet  strongly  magnetized,  and 
the  currents  induced  in  the  generator  are  utilized  in  exterior 
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work.    Their  intensity  is  considerably  Bnperior  to  that  of  the 

curr.  Tits  from  the  exoiter. 

Fig.  54. 


I. ADDS   MACHINE. 

Ladd's  machine  (Fig.  55)  consists  of  two  parallel  electro- 
magnets, at  the  extremities  of  which  are  placed  two  Siemens' 
bobbins  of  different  sizes.  The  small  bobbin  excites  the 
electro-magnets,  and  these  react  on  the  large  bobbin  which 
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furnishes  the  working  current.  The  wires  from  the  electro- 
magnets are  so  connected  as  that  the  contrary  poles  will  be 
in  relation  when  a  single  current  passes.  The  free  ends 
of  these  wires  are  carried  to  terminals,  where  they  receive 

Fig.  55. 


the  currents  from  the  small  bobbin.  Ladd's  machine  is 
based  on  the  principle  of  mutual  accumulation  previously 
described. 

TROUV£'S   MACHINE. 

Trouve's  machine  is  composed  of  two  or  more  electro- 
magnets in  permanent  magnetic  contact,  and  participation  in 
a  rotary  movement,  like  the  trains  of  a  rolling  mill.  The 
magnetic  and  electric  circuits  are,  therefore,  both  closed. 

The  application  of  the  principle  requiring  play  of  all  the 
parts,  the  exit  and  entrance  of  the  cm-rents  are  made  through 
the  axles,  which  are  hollow,  and  admit  in  the  centre  the  in- 
sulated conductors  (Figs.  56  and  57,  representing  front  and  side 
•views   of  a  machine).     The  machine   consists   of   a   strong, 
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Btraighl  i  L<  etro-magnet,  influencing  a  straight  electro- 

magnets, forming  a  circular  bundle.     The  whole  >\>t.  m  i- 
in   rotary  motion   by  the   large   electro-magnet,  which   also 
-  a  regulator.     The  machine  can  give  either  recipro- 

cating  or  continuous   currents,  like   the   Gramme   machine, 


! 


according  to  the  arrangement  of  the  commutator.  It  is 
either  magneto  or  dynanio-electric,  according  as  an  electro- 
magnet or  a  permanent  magnet  is  employed. 

If  the  motion  is  such  as  indicated  by  the  arrow,  all  the 
electro-magnet-.  </  e  f  .</,  placed  at  the  left  of  the  perpen- 
dicular, passing  by  the  centre  or  axis,  approach  the  large 
electro-magnet,  which  affects  them,  and  generates  in  their 
respective  bobbins  positive  currents;  all  the  electro-magnets 
on  the  right  of  the  perpendicular,  It  i  j  k,  receding  from  the 
great  electro-magnet,  are  influenced  by  negative  currents.  A 
special  commutator  collects  these  currents,  either  to  use  them 
in  quantity  or  in  derivation,  or  to  give  them  in  tension. 

Fig.  58  repi  (Iramme  machine  arranged  on  this 

principle.  The  two  electro-magnets  M  M  are  in  permanent 
contact,  by  their  opposite  poles,  with  the  discs  X  X  ,  thus 
forming  a  single  magnet,  for  which  one  of  the  discs  sen.  - 

i  shank,  and  the  other  a-  an  armature,  constituting  a  com- 
pletely closed  magnetic  circuit. 


94 


THE  ELECTRIC  LIGHT. 


Fig.  59  represents,  in  section,  one  of  the  two  discs  N  N', 
which  are  mounted  on  the  common  axle  0.     When  they  are 


Fig.  58. 
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Fig.  59. 


set  in  motion,  they  communicate  a  rotary  motion  to  the  two 
electro-magnets,  which  influence  them  continually  and  thus 
generate  currents  in  the  series  of  bobbins 
which  form  the  discs.  The  contact  becomes 
more  complete  between  M  M'  and  N  N',  in 
proportion  as  the  cm-rents  are  stronger ;  in 
other  words,  as  the  speed  of  the  machine 
increases.  The  following  references  are 
self-explanatory : — 
A,  large  electro-magnet,  serving  as  fly-wheel  by  the 
crank  C,  or  by  a  pulley  mouned  on  its  axle.  B  B',  cluster 
formed  of  the  small  electro-magnets,  d  cfg  h  ij  k ;  C,  crank ; 
L,  support. 

N  2V,  modified  Gramme  discs,  moving  the  two  electro- 
magnets, M  M',  which  influence  them.  0,  pulleys  to  set  the 
axle  in  motion.     P  P'  P"  P'",  friction-springs,  collecting  the 
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currents  which  are  generated  in  the  discs,     t  1 1'\  extremil 
of  the  coils  of  the  electro-magnf  I 

This  machine  yields,  for  each  of  its  discs,  a  light  equivalent 
to  600  Carcel  burners. 


BAPIEPF'S   ma<  him:. 

Very  little  is  really  known  about  this  machine.   The  inventor 
has  patented  a  subdivision  of  the  core  of  the  electro-magi, 
forming,  like  Trouve,  the  core  as  a  bundle  of  very  thin  electro- 
magnets.   This  arrangement  is  stated  to  give  greater  magnetic 
power.     Further,   M.  Bapieff  patents  what  he  terms  "  two- 

l"  inductors,  in  which  the  two  sides  of  the  inducing  and 
induced  magnets  are  utilized.  The  latter  portion  of  the  in- 
vention has  been  partially  utilized  by  Brush.  Regarding  this 
part  of  the  principles  of  the  machine,  M.  Bapieff  says  : — 
"The  induction  of  currents  being  generally  produced  in 
dynamo-induction  machines  by  means  of  setting  some  arma- 
tures in  motion  with  respect  to  some  inductors,  or  inversely, 
coiled  rings,  cylinders,  or  prisms  can  be  applied  to.  such 
machines,  either  as  both  electro-magnets  and  anchors,  or  only 
as  electro-magnets  or  as  anchors. 

"  The  ring-shaped  apparatus  in  which  the  currents  are 
induced,  or  armatures,  and  the  inductors  or  electro-magnets  of 
the  same  construction  through  which  the  currents  are  sent, 
can  lie  combined  together  in  different  ways ;  but  these  various 
combinations  may  be  considered  as  modifications  of  the  follow- 
ing kind  of  arrangement : — 

vera!  ring-shaped  inductor-.  A  A  A  I  Fig.  »'>i  I  veral 

armatures  of  the  same  shape 
and  arrangement,  B  B  B, 
are  disposed  alternately  side 
by  side  in  planes  normal  to 
their  common  axis,  the 
Bpaces  between  them  being 
rendered  as  small  as  possible. 
The  armatures  B  B  B  are 
fitted  in  some  manner  on  a 
common  shaft,  wherewith  they  are  caused  to  rotate,   while 


Fig.  60. 
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the  inductors  AAA,  being  secured  on  a  frame  or  stand, 
remain  fixed  or  inversely.  The  number  and  size  of  both 
inductors  and  armatures  depend  upon  the  special  purpose 
they  are  employed  for ;  the  induction  being  produced  in  that 
case  from  both  sides  of  each  armature,  it  is  termed  a  two- 
sided  one." 

This  machine  is  considered  by  some  electricians  to  promise 
much,  but  to  this  date  the  results  of  the  experiments  have  not 
been  published. 

gramme's  machine. 

The  machine  invented  by  M.  Gramme  is  essentially 
different  from  all  others.  Since  the  date  of  the  first  applica- 
tion, success  has  been  on  the  increase ;  the  inventor  has  been 
rewarded  at  Lyons,  Vienna,  Moscow,  Linz,  and  Philadelphia. 
More  than  400  machines  have  been  made.  Electric  lighting 
did  not  exist  industrially  before  M.  Gramme's  invention. 

Principle  of  the  machine. — To  comprehend  the  principle 
of  the  Gramme  machine  there  is  required  a  more  complete 
analysis  of  the  phenomena  than  is  ordinarily  attempted. 
Given  (Fig.  61)  a  magnetized  bar,  A  B,  and   a  conducting 

helix  in  reciprocating  move- 
F,G-  61-  ment,  if  the  helix  is  brought 

towards  the  bar  from  its 
position  at  X,  an  induced 
current  is  produced  at  each 
movement. 

These  currents   are   in 
the   same    direction    while 
the  helix  passes  the  middle  M  of  the  bar  A  B,  until  it  leaves 
the  opposite  pole  B. 

Thus,  in  the  entire  course  of  the  helix  on  to  and  from  the 
magnet,  two  distinct  periods  are  to  be  distinguished :  in  the 
first  half  of  the  movement  the  currents  are  direct,  and  in 
the  second  they  are  inverted.  If,  instead  of  moving  from  left 
to  right,  as  we  have  supposed,  the  movement  is  from  right 
to  left,  everything  occurs  as  before,  with  the  exception  that 
the  currents  are  opposite. 
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Let  two  magnets,  A  B  and  B'  A'  (Fig.  62),  be  plao  <1  end 

to  end,  in  contact  by  poles  of  the  Bame  name,  B  B'.    The  whole 

Pig.  62. 
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forms  a  single  magnet  with  a  consequent  point  at  the  centre. 
If  the  helix  is  moved  with  relation  to  this  system,  it  is  traversed 
by  a  positive  current  during  the  first  movement,  between  A 
and  B ;  by  a  negative  current  in  the  second,  from  B  to  B' ; 
again  by  a  negative  current  in  the  third,  from  B'  to  A' ;  and 
finally  by  a  positive  current,  when  leaving  A'. 

Replacing  the  straight  magnets  by  two  semicircular 
magnets  (Fig.  63)  put  end  to  end,  the  poles  of  the  same  name 
together,  there  occur  the  two 
poles  A  A',  B  B',  and  the  results 
are  the  same  as  in  the  preceding, 
M  M'  being  the  two  neutral 
points. 

The  essential  part  of  the 
Gramme  machine  is  a  soft-iron 
ring,  furnished  with  an  insulated 
copper  helix,  wound  on  the  whole 
length  of  the  iron.  The  ex- 
tremities of  this  helix  are  sol- 
dered together,  so  as  to  form  a 
continuous  wire  without  issuing  or  re-entrant  end.  If  the 
wire  is  denuded  exteriorly,  the  part  bared  forms  a  straight 
band  running  round  the  whole  of  the  circumference.  Friction- 
pieces,  M  and  M',  are  applied  to  the  bared  part  of  the  helix 
(Pig.  64).  When  the  ring  is  placed  before  the  poles  S  and  N 
of  a  magnet,  the  soft  iron  is  magnetized  by  induction,  and 
there  occur  in  the  ring  two  poles,  N'  and  S',  opposed  to  the 
poles  S  and  N.  If  the  ring  revolves  between  the  poles  of  a 
permanent  magnet,  the  induced  poles  developed  in  the  ring 
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always  remain  in  the  same  relation  with  regard  to  the  poles 
N  and  S,  and  are  subject  to  displacement  in  the  iron  itself 
with  a  velocity  equal,  and  of  contrary  direction,  to  that  of  the 


Fig.  64. 


ring.  Whatever  may  be  the  rapidity  of  the  movement,  the 
poles  N'  S'  remain  fixed,  and  each  part  of  the  copper  helix 
successively  will  pass  before  them. 

An  element  of  this  helix  will  be  the  locale  of  a  current 
of  a  certain  direction  when  traversing  the  path  M  S  M',  and 
of  a  current  of  inverse  direction  to  the  first  when  passing 
through  the  path  M'  N  M.  And,  as  all  the  elements  of  the 
helix  possess  the  same  property,  all  parts  of  the  helix  above 

the  line   M  M'  wiU  be 
FlG>  65,  traversed  by  currents  of 

the  same  direction,  and 
all  parts  beneath  the 
line  by  a  current  of  in- 
verse direction  to  the 
preceding. 

These  two  currents 
are  evidently  equal  and 
opposite,  and  balance 
one  another.  When  two 
voltaic  batteries,  com- 
posed of  the  same  num- 
ber of  elements,  are 
coupled  in  opposition,  it  is  necessary  only  to  put  the  extremi- 
ties of  a  circuit  in  communication  with  the  poles  common  to 
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the  two  batteries,  and  the  currents  become  associated  in 
quantity. 

If.  Gramme  collects  the  currents  developed  in   the  ring 

of  his  machine  b}r  establ i-hiiiLT  collectors  on  the  line  M  M  , 
where  the  currents  in  contrary  direction  encounter  each  other. 

In  practice  Gramme  does  not  denude  the  wire  of  the  ring. 
Fig.  65  shows  the  wire  and  coils.  One  or  two  coils,  B,  are 
shown  in  position,  and  with  the  iron  ring  laid  hare  and  cut. 

Insulated  radial  pieces,  R,  sure  each  attached  to  the  issuing 
end  of  a  coil,  and  to  the  entrant  end  of  the  following  coil. 

*J  i.  G6. 


The  currents  are  collected  on  the  pi<  <■■  -  1!,  as  they  would 
be  on  the  denuded  wire.  Their  bent  parts,  brought  parallel 
to  the  axle,  are  carried  through  and  beyond  the  interior  of 
the  ring,  and  are  brought  near  one  another  upon  a  cylinder 
of  small  diameter  'Fig. »'»<),).  The  friction-brushes  on  the  pieces 
R  are  in  a  plane  perpendicular  to  the  polar  line  A  and  B; 
that  is,  at  the  middle  or  neutral  points  M  anil  If'.  The 
intensity  of  the  current  increases  with  tin-  velocity  of  rota- 
tion ;  the  electro-motive  force  is  proportional  to  the  velocity. 
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Gramme  modifies  his  machine  so  as  to  produce  effects  of 
tension  or  of  quantity  by  winding  the  ring  with  fine  or  coarse 
wire.  It  appears  indisputable  that  with  equal  velocities  of 
the  ring  the  tension  will   be  proportional   to  the  number  of 

Fig.  67. 


convolutions  of  the  wire ;  but  the  internal  resistance  increases 
in  the  same  proportion,  and  in  the  majority  of  cases  the  best 
results  are  obtained  by  employing  thick  wires. 

Various  machines  have  been  constructed  on  the  Gramme 
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principle  for  experimental  purposes.  The  firsl  type  of  this 
apparatus  was  horizontal  (Fig.  66  ;  i1  gav<  a  cnrrent  equiva- 
lent to  nearly  threi  ordinary  Bunsen  elements.  This  was 
replaced  by  a  more  rational  arrangement  (Fig.  67),  which 
produced  the  current  of  five  elements  without  changing  the 
bobbin.  Since  the  invention  by  M.  Jamin  of  laminated 
magnets,  nearly  all  the  laboratory  machines  have  been  con- 
struct, il   with    magnets   on   this    system.     Some  are   turned 

68. 


by  a  wooden  handle  (Fig.  G8) ;  others  with  a  pedal  (Fig.  69). 
These  machines  are  now  equivalent  to  eight  ordinary  Bunsen 
elements.  All  know  that  the  inconvenience  of  mounting 
several  Bunsen  elements  often  deters  the  undertaking  of  an 
otherwise  simple  experiment. 

The  first  light-machine  constructed  by  M.  Gramme  gave  a 
light  of  7000  to  8000  candli  -power.  It-  total  weight  amounted 
to  2200  lbs.     It  had  three  movable  rings  and  six  bar  electro- 
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magnets.  One  of  the  rings  excited  the  electro-magnet,  the 
other  two  produced  the  working  current.  The  copper  wound 
on  the  electro-magnets  weighed  550  lbs. ;  that  of  the  three 


Pig.  fif>. 


rings,  165  lbs.    The  space  necessitated  was  3H  inches  length, 
by  4  feet  1^  inches  height. 

This  machine,  which  lighted  the  clock-tower  of  the  Houses 
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of  Parliament,  became  Blightly  heated,  and  gave  sparks  between 
the  metallic  brushes  and  the  bundle  of  conductors  on  which 

the  enrrent  was  collected. 


Pig.  7<>. 
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Fig.  70  i-   u  machine  with  six  bar  electro-magnets ;  but, 
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instead  of  being  in  two  right  lines,  these  magnets  are 
grouped  in  triangles.  Two  rings  admit  of  conveying  the  total 
current  into  the  electro-magnet,  or  of  magnetizing  the  electro- 
magnets with  one  of  them,  or  of  producing  two  separate  lights. 
This  machine  weighs  1540  lbs.:  its  height  is  35|  inches;  its 
width,  2  feet  H  inches.  The  weight  of  copper  wound  on  the 
electro-magnet  bar  is  396  lbs. ;  that  of  the  two  rings,  88  lbs.  It 
produces  a  normal  light  of  4000  candles,  raised  in  experiments 
at  great  velocity  to  nearly  double.     When  a  current  is  sent 

Fig.  71. 


^^m^m^ss 


into  two  lamps,  each  gives  1200  candle  power,  at  400  revolu- 
tions per  minute.  No  inconvenient  heating  is  incurred  in  the 
bobbin  or  in  the  electro-magnets. 

Figs.  71  and  72  are  of  a  superior  machine.  It  consists  of 
two  Hanks. of  cast  iron,  arranged  vertically  and  connected  by 
four  iron  bars,  serving  as  cores  to  electro-magnets.  The  axle 
is  of  steel ;  its  bearings  are  relatively  very  long.  The  central 
ring,  instead  of  being  constructed  with  a  single  wire  attached 
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by  equal  tractions  to  a  common  collector,  Lfl  formed  of  two  bars 
of  the  same  length,  wound  parallel  on  the  boA  iron,  anil  con- 
nected to  two  collectors  to  receive  the  currents.  The  poles  of 
the  electro-magnet  areof  large  size,  and  embrace  seven-eighths 
of  the  total  circumference  of  the  central  ring.  Four  brashes 
collect  the  currents  produced.  The  electro-magnet  is  placed 
in  the  circuit.     The  total  length  of  the  machine,  pulley  in- 
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eluded,   is  31A    inches;  its  width,  1  foot  9|  inches;    and  its 
height,  23  inches.     Its  weight  is  880  lbs. 

The  double  coil  is  connected  to  120  conductors,  60  on  each 
side.  Its  exterior  diameter  is  eight  inches.  The  weight  of  wire 
wound  on  is  31  lbs.  The  electro-magnet  bars  have  a  diameter 
of  2£  inches,  and  a  length  of  l.V,:  inches.  The  total  weight  of 
wire  wound  on  the  four  bars  is  211  lbs.  The  winding  of  the 
wires  on  the  ring  is  effected  as  if  two  complete  bobbins  were 
put  one  beside  the  other,  and  these  two  bobbins  may  be  con- 


106 


THE  ELECTRIC  LIGHT. 


nected  in  tension  or  in  quantity.     Coupled  in  tension,  they 
give  a  luminous  intensity  of  6400  candle-power  at  700  revolu- 


Fig. 73. 
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lions  per  minute  ;  coupled  in  quantity,  they  give  16,000  candle- 
power  with  1:!."><»  revolutions  per  minute. 

Fig.  7:!  represents  the  type  adopted  for  workshops  and 
large  covered  Bpaces.  This  machine  weighs  896  Ihs.;  its 
height  is  23|  inches,  its  width  is  L8|  inches,  and  its  length, 
pulley  included,  25  J,  inches.  The  base  weighs  260  lbs.,  and 
is  15|  inches  in  height. 

The  copper  wound  on  the  electro-magnet  bars  weighs  G2  lbs., 
of  which  the  ring  weighs  10  lbs. 

With  bo  little  copper  and  only  900  revolutions  per  minute, 
11,520  candle-power  light  is  obtained,  the  axis  of  the  two 
carbons  being  exactly  in  the  same  plane. 

The  following  table  gives  the  results  obtained  with  a 
Gramme  machine  of  the  workshop  type,  a  Serrin  lamp,  and 
G-audoiu  carbons.     The  motive  power  employed  did  not  exceed 

2  h.-p.  when  the  machine  was  making  820  revolutions,  and 

3  h.-p.  at  900  revolutions.     The  lamp  was  distant  200  yards 
from  the  machine  feeding  it,  and  kept  at  a  height  of  15  fe<  t. 


No.  of 

Revolutions. 

Distance  of 

Observer  from 

Lamp. 

Candle-power 
light. 

Remarks. 

Feet 

B2I  • 

135 

2464 

The  current   was  too 

820 

67* 

3600 

feeble  to  maintain 

820 

30 

U20 

the   carbons    «    iu. 

820 

15 

4800 

apart. 

820 

n 

L896 

870 

135 

3200 

Distance  apart,  1  in. 

870 

67J 

A  WO 

regularly.      Wink- 

• 870 

30 

6480 

ing  Batisfoctoi  ily. 

870 

15 

8800 

870 

n 

9040 

920 

L85 

3616 

Too     high      tension. 

920 

67| 

5632 

The    carl s     lical 

920 

30 

9656 

for       considerable 

920 

15 

11860 

length.     The   light 

920 

7i 

1 1 5a » 

nnsteadj . 

SIKMKXS'   1)V\AM<)-i;i.i.(  1  I.K     MACHINE. 

With  this  machine  (Figs.  71  and  75),  the  electric  cum  nt 
is  produced  by  the  rotation  of  an  insulated  conductor  of  coppei 
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wire  or  armature  coiled  in  several  lengths,  say  8,  12,  16,  up 
to  28,  and  in  several  layers,  longitudinally,  upon  a  cylinder 
with  a  stationary  iron  core  n  «:  s  su  so  that  the  whole  surface 
of  the  armature  is  covered  with  longitudinal  wires  and  closed 
at  both  ends.  This  revolving  armature  is  inclosed  to  the 
extent  of  two-thirds  of  its  cylindrical  surface  by  curved  soft- 
iron  bars. 

Fig.  7i 


j  ^  /  \  <l 


Fig.  75. 


The  curved  bars  are  the  prolongations  of  the  cores  of  the 
electro-magnets  E  E  E  E.  The  coils  of  the  electro-magnet 
form  with  the  wires  of  the  revolving  armature  one  continuous 
electric  circuit,  and  when  the  armature  is  caused  to  rotate,  an 
electric  current  (which  at  first  is  very  feeble)  is  induced  by  the 
remanent  magnetism  in  the  soft-iron  bars  and  directed  through 
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tin-   collecting  brashes   into  the   electro-magnet   coils,   thus 
ngthening  the  magnetism  of  the  iron  bars,  which  again 
induce  a  Mill  more  powerful  current  in  the  revolving  arma- 
ture.    The  electric  current  thus  is  increased  od  the  principle 

of  mutual  accumulation. 

At  each  revolution  the  maximum  magnetic  effect  upon  each 
convolution  of  the  armature  is  produced  just  after  it  passes 
through  the  middle  of  both  magnetic  fields,  which  are  in  a 
vertical  plane  passing  through  the  axis  of  the  machine.  The 
minimum  effect  is  produced  when  in  a  plane  at  right  an_ 
or  horizontal. 

According  to  the  law  of  Lenz,  when  a  circuit  starts  from  a 
neutral  position  on  one  side  of  an  axis  towards  the  pole  of  a 
magnet,  it  has  a  direct  current  induced  in  it,  and  the  other 
part  of  the  circuit  which  approaches  the  opposite  pole  of  the 
magnet  has  an  inverse  current  induced  in  it ;  these  two  in- 
duced currents  are,  however,  in  the  same  direction  as  regards 
circuit.  A  similar  current  will  also  be  induced  in  all  the 
convolutions  of  wire  in  succession  as  they  approach  the  poles 
of  the  magnets. 

These  currents,  almost  as  soon  as  they  are  induced,  are 
collected  by  brushes,  B,  placed  in  contact  with  the  commutator 
in  the  position  which  gives  the  strongest  current.  The  position 
giving  the  strongest  current  gives  also  the  least  spark  at  the 
commutator. 

The  circumference  of  the  revolving  armature  is  divided 
into  an  even  number  of  equal  parts,  each  opposite  pair  being 
filled  with  two  coils  of  wires,  the  ends  of  which  are  brought 
out  and  attached  to  a  commutator,  as  shown  in  Fig.  74. 

The  Siemens  machine  is  stated  to  give  the  following  results 
for  the  various  sizes  : — 


Ecvolutions 

Illaminating  power. 

Hot 

Weighl 

pec  minute. 

Standard  candles. 

power. 

lt>8. 

... 

1200 

2 

280 

850 

6000 

4 

iao 

860 

1 

...        8        .... 

1288 

Only   one  Siemens  or  Serrin  lamp  can   1"'  burnt  in  the 
circuit  of  one  of  these  niacin)  i 
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EDISON'S   MACHINE. 


The  extraordinary  interest  excited  by  the  anticipation  of 
the  results  likely  to  attend  an  invention  proceeding  from  so 
able  a  mechanician  as  Mr.  T.  A.  Edison,  has  given  special 
importance  to  this  machine,  which  is  thus  described  :  "It 
has  long  been  known  that  if  two  electro-magnets,  or  an  electro- 
magnet and  a  permanent  magnet,  be  drawn  apart  or  caused 
to  pass  each  other,  electric  currents  will  be  set  up  in  the 
helix  of  the  electro-magnet.  It  has  also  been  known  that 
vibrating  bodies,  such  as  a  tuning  fork  or  reed,  can  be  kept 
in  vibration  by  the  exercise  of  but  little  power.  I  avail  myself 
of  these  two  known  forces,  and  combine  them  in  such  a 
manner  as  to  obtain  a  powerful  electric  current  by  the  ex- 
penditure of  a  small  mechanical  force." 

As  regards  this  combination  of  principles,  it  would  appear 
that  Mr.  Edison  has  been  misled  by  analogy  in  circumstances. 
Movement  in  a  magnetic  field  of  any  closed  circuit  is  always 
attended  by  an  expenditure  of  power  equivalent  to  the  work 
done  by  the  current  set  up  in  the  closed  circuit.  The  well- 
balanced  coil  of  a  Gramme  machine  can  be  turned  by  a  child 
when  its  circuit  is  incomplete,  but  to  cause  the  coil  to  revolve 
under  the  influence  of  the  intense  magnetic  field  existing  when 
the  circuit  is  closed  and  the  machine  is  in  action,  requires  the 
exertion  of  considerable  force.  The  coil,  as  connected  in  work- 
ing a  Gramme  machine  with  its  belt  communicating  with 
shafting  on  which  is  a  large  and  heavy  fly-wheel,  is  quickly 
brought  to  rest,  when  the  working  electric  circuit  remains 
closed. 

Fig.  76  represents  a  tuning-fork,  A2,  firmly  attached  to  a 
stand,  B2.  This  fork  is  preferably  of  two  prongs,  but  only  one 
might  be  employed,  upon  the  principle  of  a  musical  reed.  The 
vibrating  fork  may  be  two  yards  in  length,  and  heavy  in 
proportion.  It  has  its  regular  rate  of  vibration,  and  the 
mechanism  that  keej)s  it  in  vibration  is  to  move  in  harmony. 
A  crank  or  revolving  shaft  may  be  employed,  but  it  is  preferred 
to  use  a  small  air,  gas,  or  water  engine,  applied  to  each  end 
of  the  fork.     The  cylinder  A1  contains  a  piston  and  a  rod,  B1, 
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connected  to  the  ends  of  the  fork,  and  steam,  gas,  water,  or 
other  fluid  under  pressure  acts  within  the  cylinder,  being 

Fig.  ! 


admitted  first  to  one  side  of  the  piston  and  then  the  other  by 
a  suitable  valve.  The  valve  and  directing  rod  C2  are  shown 
for  this  purpose.  The  fork  A2  may  be  a  permanent  magnet  or 
an  electro-magnet,  or  else  it  is  provided  with  permanent  or 
electro-magnets.  An  electro-magnet,  C,  is  shown  on  each  prong 
of  the  fork,  and  opposed  to  these  are  the  cores  of  the  electro- 
magnets D.  Hence,  as  the  fork  is  vibrated,  a  current  is  set 
up  in  the  helix  of  each  electro-magnet,  D,  in  one  direction  as 
the  cores  approach  each  other,  and  in  the  opposite  direction 
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as  they  recede.  This  alternate  current  is  available  for  electric 
lights,  but  if  it  is  desired  to  convert  the  current  into  one  of 
continuity  in  the  same  direction,  a  commutator  is  employed, 
operated  by  the  vibrations  of  the  fork  to  change  the  circuit 
connections  in  each  vibration,  and  thereby  make  the  pulsations 
continuous  on  the  line  of  one  polarity.  A  portion  of  the 
current  thus  generated  may  pass  through  the  helices  of  the 
electro-magnets  C,  to  intensify  them  to  the  maximum  power, 
and  the  remainder  of  the  current  is  employed  for  any  desired 
electrical  operation.  The  commutator  springs  or  levers,  C3 
and  C4,  are  operated  by  rods  45.  When  the  prongs  of  the  fork 
are  moving  from  each  other,  the  contact  of  the  levers  C3  C4 
will  be  with  the  screws  40,  41,  and  the  current  will  be  from 
line  1  through  C  to  C,  thence  to  C3  and  to  41,  43,  and  to  the 
electro-magnets  D  D ;  from  these  by  42  to  40,  C4  and  line,  as 
shown  by  the  arrows.  When  the  prongs  A2  are  vibrating 
towards  each  other,  the  circuit  will  be  through  C3  C  C3  42, 
in  the  reverse  direction  through  the  circuit  and  magnets  D  D 
to  43,  and  by  C4  to  line. 

Nothing  is  known  of  the  power  or  work  equivalent  of  this 
machine,  and  indeed  it  is  difficult  to  see  how,  with  the 
dimensions  given,  the  machine  is  to  work  at  all.  For  instance, 
a  tuning-fork,  with  its  prongs  two  yards  in  length,  will  vibrate 
less  than  once  in  two  seconds,  so  that  considerable  force  must 
be  expended  to  overcome  the  rigidity  of  the  prongs  to  produce 
the  many  hundred  vibrations  per  second  actually  required. 
Mr.  Edison's  reputation  as  an  inventor,  however,  leads  to  the 
hope  that  the  principle,  which  is  so  far  new  in  its  application, 
may  receive  extension  at  his  hands  to  a  more  practicable  form, 
and  of  this  it  is  certainly  susceptible. 

DE   MERITENS'   MACHINE. 

This  machine  needs  no  illustration,  because,  from  its 
simplicity,  it  is  readily  to  be  understood,  both  in  practice  and 
principle.  Suppose  a  wheel,  the  tire  of  which  is  divided  into 
segments,  each  of  these  segments  being  wound  with  insulated 
copper  wire,  forming  a  separate  electro-magnet.  Thus  the 
wheel  is  composed  of  a  series  of  electro-magnets,  the  north 
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pole  of  one  following  the  south  pole  of  the  adjacent  magnet. 

b  electro-magnet,  when  the  wheel  is  without  action,  stands 
with  its  poles  beneath  the  poles  of  a  horseshoe  permanent 
magnet.  These  permanent  magnets  are  set  in  a  fixed  frame 
around  the  periphery  of  the  wheel  of  electro-magnets.  The 
insulated  wires  on  the  cores  of  the  armature  of  the  machine 
are  all  wound  in  the  same  direction,  only  the  outer  end  of 
the  wire  of  one  coil  is  connected  with  the  outer  end  of  the  wire 
of  a  coil  next  to  it ;  whilst  the  inner  end  of  the  wire  of  the  one 
coil  communicates  with  the  innei  end  of  another  coil  next  to  it. 
The  alternating  currents  produced  are  thus  of  the  same  sign 
throughout  the  whole  ring. 

The  two  terminals  of  the  wire  on  the  ring,  which  constitute 
the  two  poles,  the  signs  of  which  change  every  moment,  since 
the  cm-rents  are  alternating,  communicate  respectively  with 
two  copper  rings  fixed  on  the  axis  of  the  machine,  and 
insulated  from  it.  Two  thick  copper  wires  are  in  frictional 
contact  with  these  rings,  and  are  connected  to  terminal  screws, 
from  which  the  current  is  obtained,  precisely  as  in  the  case 
of  the  Alliance  machine. 

This  machine  has  given  very  high  results,  which  will  be 
found  detailed  in  the  chapter  on  "Lighthouse  Illumination." 
The  want  of  continuity  in  the  iron  core  of  the  armature  of 
this  machine  materially  aids  in  strengthening  the  currents 
obtained,  since  the  rapid  changes  due  to  reversals  of  mag- 
netism are  added  to  the  rapid  realizations  of  Lenz'  law. 

REACTIONS   OCX  DBBING    IN*   THE  PRECEDING    MACHINES. 

Very  inaccurate  theories  have  been  pronounced  in  resp  ct 
to  the  recently  devised  dynamo-electric  machines,  from  the 
want  of  actual  experiment  and  from  too  great  reliance  upon 
apparently  rational  deductions.  This  has  been  very  clearly 
pointed  out  by  the  Count  du  Moncel.  The  following  experi- 
ments, easily  repeated,  lead  to  more  conclusive  ideas  than 
those  usually  di  scribed  in  the  text-books. 

The  direction  of  a  current,  due  to  increment  or  decrement 
of  the  strength  of  a  magnet,  is  the  same,  whether  the  north 
or  south  pole  is  operated  upon  successively  or  simultaneously, 
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whatever  may  be  the  position  of  the  helix  upon  the  magnet. 
The  currents  will  be  stronger  as  the  excitation  occurs  nearer 
the  helix.  If  the  helix  is  placed  at  the  middle  of  the  magnet, 
or  at  the  neutral  line,  the  current  of  superexcitation  which 
will  result  from  placing  an  iron  armature  upon  either  of  the 
poles  will  be  inverse,  and  will  produce  a  current  of  (say)  2, 
whilst  the  current  produced  by  withdrawing  the  armature  will 
be  direct  and  of  the  same  strength.  By  operating  simul- 
taneously upon  the  two  poles,  with  two  armatures,  the 
cm-rent  will  be  in  the  same  direction,  and  of  strength  ex- 
pressed by  7.  If  the  coil  is  placed  at  one  of  the  poles,  say 
south,  the  cm-rents  of  superexcitation  and  reduction  will  be 
of  10  to  12  in  value,  when  the  armature  is  placed  upon  or 
removed  from  the  south  pole;  and  these  will  be  only  0'25 
in  value  when  the  north  pole  is  operated  upon,  and  only 
9  when  the  armature  operates  upon  both  poles  simultaneously. 
"When  the  coil  is  placed  half-way  between  the  north  pole  and 
the  neutral  line,  an  inverse  current  will  be  produced  when  an 
armature  is  approached  to  either  of  the  poles;  but  it  will 
be  only  5  in  value  when  the  north  pole  is  operated  upon, 
and  2  when  the  south  pole  is  approached.  With  an  armature 
simultaneously  applied  to  both  poles,  the  value  of  the  current 
will  be  9,  and  this  value  and  effect  reversed  when  the  arma- 
ture is  withdrawn. 

Suppose  a  few  turns  of  insulated  wire  to  be  wound  around 
a  powerful  bar  magnet,  the  extremities  of  this  wire  being 
connected  with  a  distant  galvanometer,  and  let  the  coil  thus 
formed  be  easily  movable  on  the  magnet.  If  this  helix  is 
placed  at  the  south  pole  of  the  magnet,  and  if  an  armature 
of  soft  iron  is  approached  to  this  pole,  there  results  a  current, 
the  direction  of  which  will  correspond  to  that  of  a  magnetizing 
current,  and  which  is  caused  by  the  increase  of  magnetic  energy 
due  to  the  presence  of  the  armature.  This  current  has,  say, 
a  positive  value  of  12,  and  when  the  armature  is  withdrawn, 
a  second  negative  current  of  equal  value  will  be  obtained. 
It  now  remains  to  examine  what  occurs  when  the  helix  is 
moved  in  various  directions  from  the  poles  towards  the  neutral 
line  of  the  magnet,  and  vice  versa.  The  following  results 
have  been  observed  : — 
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1.  When  the  coil  is  moved  from  the  south  pole  to  the 
neutral  line,  an  inverse  or  magnetization  current  of  22  in 
value  is  obtaini  '1. 

2.  When  this  movement  is  reversed,  another  or  dired 
current  is  generated,  of  25  in  value. 

3.  If,  instead  of  bringing  the  coil  back  from  the  neutral 
line  towards  the  south  pole,  the  first  movement  is  continued 
towards  the  north  pole,  a  second  current  will  be  obtained  in 
the  reverse  direction  to  that  of  the  current  due  to  the  move- 
ment over  the  first  half  of  the  distance  between  the  poles.  If 
the  movement  is  arrested  when  the  coil  has  reached  midway 
1m  tween  the  neutral  line  and  the  north  pole,  there  will  result 
a  direct  current  of  12. 

4.  By  bringing  the  coil  from  this  last  position  towards  the 
neutral  line,  an  indirect  deflection  of  10  will  be  obtained. 

The  induced  currents  produced  by  the  movements  of  the 
coil  along  the  magnet  behave  as  if  the  neutral  line  represents 
a  resultant  of  all  the  magnetic  actions  in  the  bar.  If  this 
resultant  were  represented  by  a  line  in  the  direction  of  which 
the  whole  magnetic  current  passes,  the  current  produced  by 
moving  the  coil  towards  this  line  should,  according  to  the  law 
of  Lenz,  be  inverse  ;  and  this  is  actually  the  case,  since  by 
moving  the  coil  from  either  the  north  or  the  south  pole 
towards  the  neutral  line,  the  deflection  is  in  accordance.  On 
the  other  hand,  the  currents  produced  by  moving  the  coil  away 
from  this  line  should,  according  to  the  same  law,  be  direct ; 
and  this  is  actually  observed. 

In  accordance  with  these  considerations,  a  small  coil 
movable  around  a  magnetized  ring  should  be  traversed  by  a 
direct  current  when  it  moves  from  the  neutral  line  in  the 
direction  of  the  inductor,  which  polarizes  one  of  the  semi- 
circular magnets  constituting  this  ring ;  and  this  is  observed 
in  the  Gramme  machine. 

AVhat  would  result  from  the  passage  of  the  coil  in  front  of 
the  inducing  pole  itself,  say  the  south  pole  of  the  magnet  .' 
Instead  of  a  small  coil,  take  a  thin  real  coil,  capable  of  sliding 
upon  a  long  rod  of  iron  answering  the  purpose  of  a  magnetic 
core.     To  judge  as  to  the  direction  of  the  currents  to  be  ob- 
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served,  commence  by  examining  the  direction  of  the  current 
generated  when  the  coil  is  approached  towards  the  south  pole 
of  the  inducing  magnet,  the  anterior  end  of  which — that  is  to 
sajr,  the  end  which,  in  the  following  experiments,  is  in  front — 
will  be  presented  first  to  the  pole  in  question.  Under  these 
conditions  an  inverse  current  of  25  is  obtained,  and,  by  with- 
drawing the  coil,  a  direct  one  of  22.  This  so  far  reproduces 
the  well-known  experiment  of  Faraday. 

If  the  coil  is  caused  to  pass  from  right  to  left,  and  tan- 
gentially,  in  front  of  the  south  pole  of  the  inductor,  taking 
care  to  produce  this  movement  in  two  stages,  there  is  ob- 
served : — 

That  in  the  first  half  of  the  movement,  a  direct  current  is 
developed,  8  in  value ;  and  that,  in  the  second  half,  another 
current  is  produced,  of  5  in  the  same  direction. 

That,  by  reversing  the  direction  of  the  motion,  the  direc- 
tion of  the  currents  is  also  reversed. 

We  may,  therefore,  conclude  that  the  currents  resulting 
from  the  tangential  movement  of  a  coil  in  front  of  a  magnetic 
pole  are  produced  under  conditions  altogether  different  from 
those  which  prevail  in  the  case  of  currents  resulting  from  the 
movement  in  the  direction  of  the  axis  of  the  magnet.  These 
two  movements,  in  fact,  occur  not  only  in  two  directions  per- 
pendicular to  each  other,  but  also  under  conditions  which 
differ  in  relation  to  the  mode  in  which  the  induction  takes 
place  in  the  different  portions  of  the  coil.  In  the  case  of  tan- 
gential motion,  induction  is  exerted  only  upon  one  half  of  the 
circumference  of  the  turns  of  wire,  and  it  acts  on  each  side 
through  different  ends  of  the  coil.  In  the  other  case,  the 
relative  positions  of  the  different  portions  of  the  helix  remain 
under  the  same  conditions  in  respect  to  the  inductor  pole,  and 
it  is  only  the  position  of  the  resultant  which  varies. 

What  occurs  when  the  coil,  moved  as  above  described,  is 
subject  to  the  action  of  a  magnetic  core  influenced  by  the 
inductor  ?  It  is  only  necessary  to  slide  the  bobbin  upon  the 
long  iron  rod  whilst  this  is  exposed  to  the  action  of  the  in- 
ducing pole  ;  the  following  effects  are  observed  : — 

In  the  first  place,  when  the  iron  rod  is  approached  towards 
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tin-  inducing  pole,  though  maintained  at  a  distance  from  it 
sufficient  to  allow  of  the  movi  men!  of  the  coil  between  it  and 
the  pole,  there  is  produced  in  the  coil,  situated  on  one  side  of 
the  pole,  :m  induced  curr<  nt  resulting  from  the  magnetization 
of  thf  bar,  which  gives  an  inverse  current  of  39. 

"When  the  coil,  placed  as  in  the  first  series  of  experiments, 
is  set  in  motion  from  right  to  left,  it  produces,  at  the  moment 
when  it  arrives  beneath  the  inducing  pole,  a  direct  current  of 
'1-1:  and  by  continuing  the  movement  beyond  the  inducing 
pole,  a  fresh  current,  of  30,  in  the  same  direction  is  obtained. 

The  effects  produced  by  the  passage  of  the  coil  in  front  of 
the  inductor  arc  thus  in  the  same  direction,  with  or  without 
an  iron  core,  but  are  much  more  energetic  with  it.  It  may, 
therefore,  he  said  that  the  currents  generated  in  consequence 
of  the  displacement  of  the  helices  on  a  Gramme  ring,  relatively 
to  the  two  resultants  corresponding  to  the  two  neutral  lines, 
arc  in  the  same  direction  as  those  produced  by  the  passage  in 
front  of  the  inducing  poles  of  the  turns  of  wire  in  the  helices 
in  each  half  of  the  ring. 

In  order  to  study  the  effects  resulting  from  polar  inter- 
versions,  the  experiment  may  be  arranged  in  the  following 
manner: — 

Take  the  rod  of  iron  provided  with  the  induction  coil  pre- 
viously referred  to,  and  slide  a  permanent  magnet  over  one  of 
.tremities,  perpendicularly  to  its  axis. 

In  this  manner  the  rod  undergoes  successive  interversions 
of  polarity,  and  it  is  found,  not  only  that  by  this  action  alone 
a  more  energetic  current  is  produced  than  the  magnetization 
and  demagnetization  currents  which  result  from  the  action  of 
one  pole  of  the  magnet,  but,  further,  that  this  current  is  not 
instantaneous,  hut  appears  to  augment  in  energy  until  the 
interversion  of  the  poles  is  complete.  The  direction  of  this 
current  varies  according  to  the  direction  of  the  movement  of 
the  magnetized  bar,  and  if  we  compare  it  to  that  which  results 
from  the  magnetization  or  t  lie  demagnetization  of  the  magm  tie 
core  under  the  influence  of  one  or  the  other  of  the  poles  of  the 
magnetized  bar,  it  will  be  found  that  it  is  exactly  in  the  same 
direction  as  the  demagnetization  current  determined  by  tie 
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pole  which  has  first  acted.  It  is  consequently  in  the  same 
direction  as  the  magnetization  current  of  the  second  pole  ; 
and  since,  in  the  movement  performed  by  the  magnet,  the 
magnetic  core  becomes  demagnetized  in  order  to  become  mag- 
netized in  the  contrary  direction,  the  two  currents  which 
result  from  these  two  consecutive  actions  are  in  the  same 
direction,  and  consequently  form  one  current  occurring 
throughout  the  whole  movement  of  the  magnet.  On  the 
other  hand,  the  movement  of  the  magnet  in  the  opposite 
direction,  having  the  effect  of  producing  at  the  commence- 
ment a  demagnetization  in  the  contrary  direction  to  that 
operated  in  the  first  case,  the  current  which  results  from  this 
retrogade  movement  must  be  in  the  direction  contrary  to  the 
first. 

As  to  the  effects  produced  by  the  magnet  acting  upon  the 
movable  coils  perpendicularly  to  their  axes,  the  result  must  be 
that  the  different  portions  of  the  core  of  the  coils  successively 
constitute  a  series  of  magnets  with  interverted  poles,  which 
will  occasion  those  currents  in  the  same  direction  already 
observed,  and  these  currents  will  change  in  direction  according 
as  the  coils  travel  from  right  to  left,  or  from  left  to  right. 

Eepeating  the  experiments  described  at  the  commence- 
ment of  this  section,  with  a  rod  of  iron  converted  into  a 
magnet  by  the  influence  of  two  opposite  magnetic  poles  ap- 
plied to  its  two  extremities,  different  effects  are  to  be  observed. 
For  this  purpose  take  an  electro-magnet,  with  very  long  arms, 
one  of  which,  being  deprived  of  its  magnetizing  helix,  can 
receive  the  small  travelling  coil.  When  a  powerful  current  is 
passed  through  this  electro-magnet,  whilst  an  armature  is 
applied  to  its  poles,  the  naked  arm  becomes  a  magnet,  of 
which  the  poles  are  excited  at  one  end  by  the  base-plate,  and 
at  the  other  by  the  armature.  Consequently,  by  moving  the 
coil  from  one  to  the  other  end  of  this  naked  arm,  it  might  be 
expected  to  obtain  the  same  effects  as  with  the  persistent 
magnet.  This  is  not  the  case,  and  the  following  are  the 
results  obtained  : — 

At  the  moment  when  the  electro-magnet  is  excited,  a  mag- 
netization current  is  produced  in  the  system,  and,  the  coil 
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being  placed  against  the  base-plate,  this  current  product  -  an 
inverse  current  of  90. 

By  moving  the  coil  towards  the  middle  of  the  bar,  th< 
a  direct  current  of  5  ;  and  by  continuing  the  movement  in  the 
direction  of  the  armature,  the  direct  current  is  again  B. 

By  reversing  the  movement,  an  indirect  cm-rent  of  5  is 
obtained  when  the  coil  is  moved  from  the  armature  to  the 
middle  of  the  rod,  and  one  of  4  by  the  motion  from  the  middle 
of  the  rod  to  the  base-plate  of  the  electro-magnet. 

It  appears  to  result  from  these  experiments  that  the  iron 
rod,  instead  of  being  polarized  in  inverse  direction  at  the  two 
ends,  behaves  as  though  it  had  only  the  polarity  of  the  base- 
plate ;  and  as  the  only  difference  between  the  two  modes  of 
communicating  polarity  is  merely  that,  on  the  one  hand,  the 
rod  was  screwed  to  the  base-plate,  whilst  on  the  other  it  was 
only  in  simple  contact  with  the  armature,  it  might  be  con- 
cluded that  the  contact  of  two  magnetic  bodies  does  not 
establish  between  them  a  magnetic  conductivity  sufficient  for 
such  contact  to  be  equivalent  to  one  produced  by  a  strong 
pressure.  The  same  thing  is  observed  in  the  case  of  electrical 
conductivity  when  two  portions  of  metal  are  in  contact ;  the 
conductivity  is  perfect  only  when  a  strong  pressure  is  applied. 

By  fastening  the  armature  to  the  poles  of  the  electro- 
magnet by  means  of  screws,  the  effects  take  place  as  though 
the  rod  constituted  a  true  magnet. 

Upon  those  various  principles,  all  the  effects  produced  in 
the  Gramme,  Siemens,  and  Meritens  machines  may  readily  be 
explained. 

MULTIPLE-CIRCUIT  MACHINES. 

The  machines  described  in  the  preceding  section,  although 
in  some  instances  applicable  as  multiple-circuit  machines, 
are  not  especially  designed  to  work  more  than  one  exterior 
electrical  circuit.  This  does  not  include  that  the  preceding 
machines  are  capable  of  maintaining  only  one  light  centre; 
on  the  contrary,  some  of  these  Bingle  circuit-machines  will 
maintain  as  many  lights  upon  a  single  circuit,  as  the  machines 
to  be  described  will  in  the  total  of  their  multiple  circuits. 
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These  multiple-circuit  machines  have,  however,  been  designed 
with  a  special  purpose,  that  the  whole  system  of  lighting 
should  not  depend  for  its  existence  upon  the  continuity  of 
one  circuit.  This  is  doubtless  a  great  advantage,  but  at  the 
same  time  there  is  necessitated  a  greater  expenditure  of 
motive  power  to  produce  the  same  light  power;  the  merits 
of  each  system,  however,  need  very  carefully  weighing,  and 
in  the  present  state  of  electrical  lighting  the  balance  of 
judgment  is  scarcely  sufficiently  delicate  to  determine  which 
is  superior. 

lontin's  machines. 

M.  Lontin  has  made  some  important  improvements  in 
dynamo-electric  machines.  In  1875  he  introduced  into 
England  a  plan  for  turning  the  whole  of  the  electricity 
produced  in  the  revolving  armature  of  a  machine,  into  the 
exciting  electro-magnets,  instead  of  only  a  portion.  This 
of  course  rendered  the  exciting  magnets  very  powerful  in  a 
short  time,  and  the  magnetic  resistance  to  the  rotation  of 
the  coil  increases  in  a  few  moments  to  such  an  extent,  that 
it  is  almost  impossible  to  overcome  it.  The  circuit  was  then 
broken  by  an  automatic  commutator,  and  the  special  working 
circuit  inserted.  One  great  objection  to  this  form  of  machine 
was  the  heat  generated  in  the  coils.  In  1876  Lontin  intro- 
duced a  machine  to  overcome  this  objection.  He  constructs 
the  armature  in  the  form  of  a  wheel  provided  with  a  central 
boss  and  spokes  of  soft  iron,  mounted  on  a  shaft  to  which 
rotary  motion  can  be  imparted  (Fig.  77).  Each  soft-iron 
spoke  of  the  wheel  has  a  coil  of  wire  wound  on  it,  and  is, 
in  fact,  an  electro-magnet,  which  becomes  a  source  of  induced 
electricity  when  the  wheel  is  revolved  between  the  poles  of 
a  fixed  electro-magnet.  The  residual  magnetism  of  the  cores 
of  the  electro-magnets  is  sufficient  at  first  to  generate  a  feeble 
current  in  the  coils  when  the  wheel  is  revolved  ;  and  a  portion 
of  this  current,  kept  in  one  direction  by  a  commutator,  is 
diverted  in  the  usual  manner  into  the  fixed  electro-magnets 
to  intensify  them.  One  or  several  of  these  induction  wheels 
may  be  applied  on  the  same  shaft,  placing  them  opposite 
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one  or  more  series  of  permanent  or  electro-magnets.  When 
two  wheels  are  fixed  on  the  same  shaft,  one  of  them  can 
supply  currents  exclusively  for  feeding  the  electro-n 

and  the  currents  from  the  other  can  be  used  for  external 
work.  If  the  currents  are  required  to  be  of  only  one  direction, 
a  commutator  or  collector  is  used,  and  one  for  each  coil  or 
pair  of  coils  is  placed  on  the  shaft,  to  each  being  attached 

Fig.  77. 


the  two  ends  of  the  wire  of  the  corresponding  coil  or  pair 
of  coils.  When  merely  collectors  are  used,  all  the  coils  on 
the  wheel  are  connected  up  in  scries,  so  as  to  form  a  com- 
pletely closed  circuit,  as  shown  in  Fig.  77.  All  the  coils 
approaching  a  pole  of  the  electro-magnet  are  inversely  elec- 
trified to  those  receding  from  the  same  pole.  A  metal  strip 
is  placed  opposite  the  pole  of  the  electro-magnet,  to  collect 
by  contact  the  electricity  generated  in  the  coil  at  the  instant 
that  its  polarity  becomes  reversed  ;  a  similar  rubber  is  also 
applied  opposite  the  other  pole  of  the  electro-magnet.  To 
avoid  oxidizing  effect  under  the  action  of  sparks,  the  commu- 
tators are  enclosed  in  a  bath  of  non-drying  oil. 

The  most  valuable  of  Lontin's  improvements  is  the  plan 
of  constructing  dynamo-electric  machines  in  such  a  manner 
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that  the  inducing  electro-magnets  have  a  rotary  motion, 
whilst  the  induced  coils  are  stationary.  Figs  78  and  79  re- 
present this  machine.  The  coils  of  the  induction  wheel  are 
in  this  case  the  inducers,  and  are  transformed  into  electro- 
magnets by  the  current  of  a  spare  magneto-electric  machine 


Fig.  78. 


Fig.  79. 


passed  through  them.  On  rotation  of  the  wheel,  they  induce 
in  the  surrounding  coils  a  series  of  currents,  which  can  be 
utilized  without  employing  any  collector  or  contact-ring.  In 
a  machine  having  50  induced  coils,  there  would  be  50 
sources  of  electricity  that  could  be  used  either  separately 
or  combined. 

The  fixed  electro -magnet  illustrated  in  the  previous  figure 
may  have  its  cores  prolonged,  so  that  more  than  one  coil 
of  insulated  wire  can  be  placed  upon  them.  Thus,  when  the 
wheel  in  this  machine  is  turned  into  an  inducer,  by  reason 
of  the  currents  already  induced  in  it  by  the  electro-magnets, 
it  will  in  its  turn  induce  currents  in  the  additional  coils,  and 
these  currents  can  be  utilized  for  electric  lighting. 

The  machine  illustrated  in  Figs.  78  and  79  is  used  as  a 
"generator,"  to  supply  currents  to  the  "dividing"  machine 
(Figs.  80  and  81). 

This  second  or  dividing  machine  consists  of  a  revolving 
drum,  carrying  a  series  of  radial  magnets.  The  coils  of  these 
radial  magnets  are  connected  together,  so  that  one  magnet 
has  its  positive  pole  at  the  outside  end,  and  the  succeeding 
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magnet  its  positive  pole  ;it  the  inside  end.    The  radial  i 

are  thus  made  to  alternate   their  poles  considered  as  a  cir- 


Fig.  81. 
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cumference  to  the  wheel.  This  arrangement  admits  of  the 
revolving  wheel  inducing  a  number  of  alternate  currents, 
equal  to  half  the  number  of  spokes.  By  an  exterior  com- 
mutator, which  may  be  connected  up  in  many  different  ways, 
these  currents  can  be  combined  as  required. 

This  duplex  Lontin  system  supplies  a  total  illuminating 
power  of  12,000  candles.  The  generating  machine  is  driven 
at  250  revolutions,  and  the  distributing  or  dividing  machine 
at  about  400,  per  minute.  With  an  engine  of  8  horse-power 
nominal,  12  light-circuits  can  be  easily  maintained. 

THE   GEAMME   "DISTRIBUTOR." 

This  machine  (Figs.  82  and  83)  consists  of  a  ring  of  iron 
wound  with  coils  of  insulated  copper  wire,  alternately  right 

Ftg.  82. 


and  left  handed,  the  wire  being  coiled  in  one  direction,  so 
as  to  cover  one-eighth  part  of  the  ring,  then  in  the  opposite 
direction  for  the  next  eighth  part,  each  of  the  eight  sections 
of  the  ring  being  wound  in  the  reverse  direction  to  the  winding 
of  the   two   adjacent   sections.     This  ring  may  be  regarded 
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Ight  curved  electro-magnets  placed  end  to  end,  with  their 
lai  poles  in  contact,  ao  as  to  form  a  circle;  it  is  rigidly 
ti\.  d  in  a  vertical  position  to  the  solid  framing  of  the  apparatus, 
the  inducing  electro-magnets  revolving  within  it. 

The  electro-magnets,  of  which  there  are  eight,  are  fixed 
radially  to  a  central  box  revolving  upon  a  horizontal  shaft, 

Fig.  83. 


upon  which  is  a  pulley,  driven  by  a  hand  from  a  motor. 
These  radial,  flat  electro-magnets  are  wound  alternately  right 
and  left  handed,  and  their  alternate  ends  are  consequently 
of  opposite  polarity.  The  cores  of  these  magnets  are  i  rtend<  d 
by  plates,  to  increase  the  area  of  the  magnetic  held  by  which 
currents  are  induced  in  the  coils  of  the  ring. 

In  this  machine  there  is  no  self-contain* id  apparatus  for 
producing  the   current   by   which   the    electro-magnets    are 
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magnetized,  but  a  small  and  separate  Gramme  machine  of 
the  continuous-current  type  is  employed,  and  is  driven  by  a 
separate  strap.  The  current  from  this  machine  is  caused 
to  circulate  in  the  coils  of  the  rotating  radial  electro-magnets, 
by  which  these  are  magnetized  to  saturation. 

Each  section  of  the  ring  is  built  up  of  four  sub-sections, 
abed  (Fig.  83),  and  all  these  sub-sections  of  any  one  section 
are  wound  in  the  same  direction.  This  subdivision  admits 
of  the  connecting  up  of  the  sub-sections  into  32,  16,  8,  or  4 
circuits.  All  the  sub-sections  marked  a  are  influenced  by  the 
rotating  magnets  in  precisely  similar  manner,  because  the 
influence  of  a  north  pole  upon  a  coil  wound  in  a  right-handed 
direction  is  the  same  as  that  of  a  south  pole  upon  a  coil 
wound  in  a  left-handed  direction.  Similarly,  the  currents  in  all 
the  b  coils  are  of  one  direction,  whatever  may  be  the  position 
of  the  rotating  magnets.  Thus,  all  the  coils  similarly  marked 
can  be  connected  into  one  circuit,  and  terminal  screws  are 
provided  for  the  required  arrangement.  The  current  from 
the  small  machine  is  led  to  the  rotating  magnets  through  the 
flat  brushes  of  silvered  copper  wire  attached  to  the  framework 
of  the  machine,  and  in  rubbing  contact  with  two  insulated 
copper  cylinders,  one  connected  to  each  end  of  the  magnet 
circuit. 

The  largest  size  of  this  machine  supplies  16  Jablochkoff 
candles,  each  of  1000  candle-power,  at  a  speed  of  600  revolu- 
tions per  minute,  absorbing  16  h.-p. 

The  cost  of  working  these  machines  will  be  found  detailed 
under  the  proper  section.  Both  for  this  and  the  Lontin 
multiple-circuit  systems,  the  diagram  (Fig.  25,  p.  47)  will 
illustrate  the  method  of  the  connections. 
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CHAPTER   VI. 

MECHANICAL   EFFICIENCY   OF  ELECTRIC-LIGHT    MACHINl 

Thebe  can  be  nothing  done  in  the  interconiparison  of  any 
natural  force  until  accurate  measurements  have  been  made. 
For  those  measurements  the  electric -light  engineer  has  mainly 
to  look  to  the  labours  of  the  Committee  on  dynamo-electric 
machines  formed  by  the  Franklin  Institute,  and  to  Professors 
Houston  and  Thomson's  report*  as  to  the  ratio  of  efficiency  in 
the  conversion  of  motive  power  into  electricity. 

.  In  entering  this  comparatively  new  field  of  research,  pecu- 
liar difficulties  occurred,  owing  to  conditions  that  do  not  exist 
in  the  various  forms  of  batteries  used  as  sources  of  electrical 
power.  In  many  battery  circuits  a  high  external  resistance 
may  be  employed,  and  the  electro-motive  force  remains  com- 
paratively constant,  while  in  dynamo-electric  machines,  in 
which  tlie  reaction  principle  is  employed,  the  introduction  of  a 
very  high  external  resistance  into  the  circuit  must  be  n» 
sarily  attended  by  decided  variations  in  the  electro-motive 
force,  due  to  changes  in  the  intensity  of  the  magnetic  field  in 
which  the  currents  have  their  origin.  Moreover,  a  consider- 
able difficulty  is  experienced  in  the  great  variations  in  the 
behaviour  of  these  machines  when  the  resistance  of  the  arc,  or 
that  of  the  external  work,  is  changed.  Changes,  due  to  loss 
of  conductivity  by  heating,  also  take  place  in  the  machine 
itself. 

*  This  report  has  been  transcribed   in  these  pages  with  only  very  slight 
alterations.    The  language  and  statements  of  the  report  have  been  bo  carefully 

considered,  and  have  so  much  weight  of  authority,  as  to  render  a  paraphrase 
unadvisable. 
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These  variations  are  also  attended  by  changes  in  the 
power  required  to  drive  the  machine,*  and  in  the  speed  of 
running,  which  again  react  on  the  current  generated. 

There  are  certain  normal  conditions  in  the  running  of 
dynamo-electric  machines  designed  for  light,  under  which  all 
measurements  must  be  made,  viz. : 

1.  The  circuit  must  be  closed,  since,  on  opening,  all  elec- 
trical manifestations  cease. 

2.  The  circuit  must  be  closed  through  an  external  resistance 
equal  to  that  of  the  arc  of  the  machine. 

3.  The  arc  taken  as  the  standard  must  be  the  normal 
arc  of  the  machine.  This  condition  can  only  be  fulfilled  by 
noticing  the  behaviour  of  the  machine  while  running,  as  to 
the  absence  of  sparks  at  the  commutator,  the  heating  of  the 
machine,  the  regularity  of  action  in  the  consumption  of 
carbons  in  the  lamp,  etc. 

4.  The  speed  of  the  machine  must  be,  as  nearly  as  pos- 
sible, constant. 

5.  The  power  required  to  maintain  a  given  rate  of  speed 
must  be,  as  nearly  as  possible,  constant. 

The  machines  submitted  to  the  Committee  for  determina- 
tions were  as  follows,  viz. : 

1.  Two  machines  of  different  size,  and  of  somewhat  different 
detailed  construction,  built  according  to  the  invention  of  Mr. 
C.  F.  Brush,  and  styled  respectively  in  the  report  as  A1,  the 
larger  of  the  two  machines,  and  A2,  the  smaller. 

2.  Two  machines  known  as  the  Wallace-Farmer  machines, 
differing  in  size,  and  in  minor  details  of  construction,  and 
designated  respectively  as  B1,  the  larger  of  the  two,  and  B2, 
the  smaller.  In  the  case  of  the  machine  B1,  the  experiments 
were  discontinued  after  the  measurement  of  the  resistances 
was  made,  insufficient  power  being  at  disposal  to  maintain 
the  machine  at  its  proper  rate  of  speed. 

3.  A  Gramme  machine  of  the  ordinary  construction. 

All  the  above  machines  are  constructed  so  that  the  whole 
current  traverses  the  coils  of  the  field  magnets,  being  single- 
current  machines,  in  which  the  reaction  principle  is  employed. 
In  the  case  of  the  machine  designated  A2,  the  commutators 
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I  as  to  permit  th<  ,r;tt,  circuits 

when  desired.        . .   ' 

the  purpose  of  preserving  a  ready  measure  of  the 

current  produced. by  each  machine,  under  normal  conditions, 

shunt   was  constructed   by  which   an  inconsiderable  but 

definite  proportion  of  the  current  was  caused  to  traverse  the 
coils  of  a  galvanometer,  thus  giving  with  each  machine  a 
convenient  deflection,  which  could  at  any  time  he  reproduced. 
As  the  interposition  of  this  shunt  in  the.  circuit  did  not 
appreciably  increase  its  resistance,  the  normal -.conditions  of 
running  were  preserved. 

As  indicating  the  preservation  of  normal  conditions  in  any 
case,  the  speed  of  running  and  the  resistances  being  the  same 
as  in  any  previous  run,  it  was  found  that  when  there  was  an 
equal  expenditure  of  power,  as  indicated  by  the  dynamometer, 
the  current  produced,  as  indicated  by  the  galvanometer, 
in  each  case  the  same. 

Certain  of  the  machines  experimented  with  heated  con- 
siderably on  a  prolonged  rim ;  most  of  the  tests,  therefore, 
were  made  when  the  machines  were  as  nearly  as  possible  at 
about  the  temperature  of  the  surrounding  air.  It  is  evident 
that  no  other  standard  could  be  well  adopted,  as  under  a 

longed  run  the  temperature  of  the  different  parts  of  the 
machine  would  increase  very  unequally;  and,  moreover,  it 
would  be  impossible  to  make  any  reliable  measurements  of  the 
temperatures  of  many  such  parts. 

In  measuring  the  resistance  of  the  machines,  a  Wheat - 
stone's  bridge,  with  a  sliding  contact,  was  used  in  connection 
with  a  delicate  galvanometer  and  a  suitable  voltaic  battery. 
In  taking  the  resistances  of  the  machines,  several  measure- 
ments were  made  with  the  armatures  in  different  positions, 
and   the   mean   of  these   measurements   taken   as   the   true 

istance. 

It  was,  of  course,  a  matter  of  the  greatest  importance  to 
obtain  a  value  for  the  resistance  of  the  arc  in  any  case,  since 
upon  the  relative  values  of  this  resistance,  and  that  of  the 
machine,  the  efficiency  would  in  any  given  case,  to  a  great 
extent,  depend.     In  each  case,  the  arc  of  which  the  resistance 
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was  to  be  taken,  was  that  which  was  obtained  when  each 
machine  was  giving  its  average  results  as  to  steadiness  of 
light  and  constancy  of  the  galvanometer  deflection. 

The  method  adopted  for  the  measurement  of  the  arc  was 
that  of  substitution,  in  which  a  resistance  of  German  silver 
wire,  immersed  in  water,  was  substituted  for  the  arc,  without 
altering  any  of  the  conditions  of  running.  This  substituted 
resistance  was  afterwards  measured  in  the  usual  way,  and 
gave,  of  course,  the  resistance  of  the  arc.  It  could,  therefore, 
when  so  desired,  serve  as  a  substitute  for  the  arc.  No  other 
method  of  obtaining  the  arc  resistance  appeared  applicable, 
since  the  constancy  of  the  resistance  of  the  arc  required  the 
passage  of  the  entire  current  through  the  carbons. 

It  may  be  mentioned,  as  an  interesting  fact  in  this  connec- 
tion, that  when  the  current  flowing  was  great,  the  arc  cor- 
responding thereto  had  a  much  lower  resistance  than  when 
the  current  was  small.  This  fact  is,  of  course,  due  to  increased 
vaporization,  consequent  on  increased  temperature  in  the  arc. 

In  determining  the  true  arc  resistance,  the  resistance  of 
the  electric  lamp  controlling  the  arc  was  measured  separately, 
and  deducted  from  the  result  obtained  with  the  German  silver 
wire  substitute. 

For  ease  of  obtaining  a  resistance  of  German  silver  wire 
equal  in  any  case  to  that  of  the  arc,  a  simple  rheostat  was 
constructed,  by  winding,  upon  an  open  frame,  such  a  length 
of  wire  as  was  judged  to  be  in  excess  of  the  resistances  of  any 
of  the  arcs  to  be  measured.  By  means  of  a  sliding  contact, 
successive  lengths  of  the  wire  were  added  until  the  conditions 
were  reproduced.  With  this  arrangement,  no  difficulty  was 
experienced  in  reproducing  the  same  conditions  of  normal 
running  as  when  the  arc  was  used.  The  same  conducting 
wires  were  used  throughout  these  experiments.  Being  of 
heavy  copper,  their  resistance  was  low,  viz.  about  '016  ohm. 

To  determine  the  value  of  the  current,  two  methods  were 
selected,  one  based  on  the  production  of  heat  in  a  circuit  of 
known  resistance,  and  the  other  upon  the  comparison  of  a 
definite  proportion  of  the  current  with  that  of  a  Daniell's 
battery. 
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In  the  application  of  the  first  method,  eight  litres  of  water. 
at  a  known  temperature,  were  taken,  and  placed  in  a  suitaU, 
non-conducting  vessel.  In  this  was  immersed  Hie  German 
silver  wire,  and  the  sliding  contact  adjusted  to  afford  a  resist- 
ance equal  to  that  of  the  normal  arc  of  the  machine  nnd<  c 
consideration.  This  was  now  introduced  into  the  circuit  of 
the  machine.  All  these  arrangements  having  hcen  made,  the 
temperature  of  the  water  was  accurately  obtained,  by  a  deli- 
cate thermometer.  The  current  from  the  machine  running 
under  normal  conditions  was  allowed  to  pass,  for  a  definite 
time,  through  the  calorimeter  so  provided.  From  the  data 
thus  obtained,  after  making  the  necessary  corrections  as  to 
the  weight  of  the  water  employed,  the  total  heating  effect 
in  the  arc  and  lamp,  as  given  in  Table  II.,  was  deduced. 

Since  the  heat  in  various  portions  of  an  electrical  circuit 
is  directly  proportional  to  the  resistance  of  those  portions,  the 
total  heat  of  the  circuit  was  easily  calculated,  and  is  given  in 
Table  III.,  in  English  heat  units.  For  ease  of  reference,  tin 
constant  has  been  given  for  conversion  of  these  units  into 
the  now  commonly  accepted  units  of  heat. 

Having  thus  obtained  the  heating  effect,  the  electrical 
current  is — 


r=  y/Wh  x_772 
lite 

where  C  =  the  weber  current  per  ohm,  IF  the  weight  of  water 
in  pounds,  h  the  increase  of  temperature  in  degrees  Fahr., 
772  Joule's  constant,  R  the  resistance  in  ohms,  t  the  time  in 
seconds,  and  c  the  constant,  '737335,  the  equivalent  in  foot- 
pounds of  one  weber  per  ohm  per  second.  The  current- 
deduced  for  the  different  machines  are  given  in  Table  IV. 

The  other  method  employed  for  obtaining  the  current,  viz., 
the  comparison  of  a  definite  portion  thereof  with  the  current 
from  a  Daniell's  battery,  was  as  follows : — A  shunt  was  con- 
structed, of  which  one  division  of  the  circuit  was  *12  ohm,  and 
the  other  3000  ohms.  In  this  latter  division  of  the  circuit 
was  placed  a  low-resistance  galvanometer,  on  which  con- 
venient deflections  were  obtained.  This  shunt  being  placed  in 
the  circuit  of  the  machine,  the  galvanometer  deflections  were 
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carefully  noted.  To  the  resistance  afforded  by  the  shunt, 
such  additional  resistance  was  added,  as  to  make  the  whole 
equal  to  that  of  the  normal  arc  of  the  machine.  These 
substituted  resistances  were  immersed  in  water,  in  order  to 
maintain  an  equable  temperature. 

Three  Daniell's  cells  were  carefully  set  up  and  put  in 
circuit  with  the  same  galvanometer,  and  with  a  set  of  standard 
resistance  coils.  Eesistances  were  unplugged  sufficient  to 
produce  the  same  deflections  as  those  noted  with  the  shunt 
above  mentioned.  The  shunt  ratio,  as  nearly  as  could  con- 
veniently be  obtained,  was  25000*     Then  the  formula 

s  n  x  1*079 


C  = 


B 


where  C  equals  the  weber  current,  s  the  reciprocal  of  the  shunt 
ratio,  11  the  number  of  cells  employed,  1*079  the  assumed 
normal  value  of  the  electro-motive  force  of  a  Daniell's  cell,  and 
R  the  resistances  in  the  circuit  with  the  battery,  gives  at  once 
the  current.  In  comparison  with  the  total  resistances  of  the 
circuit,  the  internal  resistance  of  the  battery  was  so  small  as 
to  be  neglected. 

The  results  obtained  were  as  follows  : 


Name  of  Machine. 

Shunt 
ratio. 

Number  of 

Daniell's 

cells. 

Resistances 
unplugged. 

Speed  of 
Machine. 

Large  Brush 

Small  Brush 

Wallace. Farmer     < 

Gramme 

1 

•25000 
)) 

)> 

JJ 

3 

2710-  ohms. 
3700      „ 
8320      ., 
69S0      „ 
4800      „ 

1340  rev. 
1400   „ 

844   „ 
1040   „ 

800   „ 

The  weber  currents,  as  calculated  from  the  above  data,  are 
given  in  Table  IV. 

From  the  results  thus  derived,  the  electro -motive  force  was 
deduced  by  the  general  formula — 

E  =  C  x  B. 
The   electro-motive   force   thus   calculated  will  be   found  in 
Table  IV. 
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Statements  are  frequently  made,  when  speaking  of  certain 
tlynamo-electric  machines,  that  they  are  equal  to  a  given 
number  of  Daniell's,  or  other  well-known,  battery  cells.  It  is 
evident,  however,  that  no  such  comparison  can  properly  be 
made,  since  the  electro-motive  force  of  a  dynamo-electric 
machine,  in  which  the  reaction  principle  is  employed,  changes 
considerably  with  any  change  in  the  relative  resistances  of  the 
circuit  of  which  it  forms  a  part,  while  that  of  any  good  form 
of  battery,  disregarding  polarization,  remains  approximately 
constant.  The  internal  resistance  of  dynamo-electric  machines 
is,  as  a  rule,  very  much  lower  than  that  of  any  ordinary  series 
of  battery  cells,  as  generally  constructed,  and,  therefore,  to 
obtain  with  a  battery  conditions  equivalent  to  those  in  a 
dynamo-electric  machine,  a  sufficient  number  of  cells  in  series 
would  have  to  be  employed  to  give  the  same  electro-motive 
force ;  while,  at  the  same  time,  the  size  of  the  cells,  or  their 
number  in  multiple  arc,  would  require  to  be  such  that  the 
internal  resistance  should  equal  that  of  the  machine. 

Suppose,  for  example,  that  it  be  desired  to  replace  the 
large  Brush  machine  by  a  battery  whose  electro-motive  force 
and  internal  and  external  resistances  are  all  equal  to  that 
of  the  machine,  and  that  we  adopt  as  a  standard  a  Daniell's 
cell,  of  an  internal  resistance  of,  say,  one  ohm.  Eeferring 
to  Table  IV.,  the  electro-motive  force  of  this  machine  is  about 
39  volts,  to  produce  which  about  37  cells,  in  series,  would 
be  required  ;  but,  by  Table  II.,  the  internal  resistance  of  this 
machine  is  about  '49  ohm.  To  reduce  the  resistance  of  our 
standard  cell  to  this  figure,  when  37  cells  are  employed  in 
series,  76  cells,  in  multiple  are,  would  be  required.  Therefore, 
the  total  number  of  cells  necessary  to  replace  this  machine 
would  equal  37  X  76,  or  2812  cells,  working  over  the  same 
external  resistance.  It  must  be  borne  in  mind,  however, 
that  although  the  machine  is  equal  to  2812  of  the  cells  taken, 
that  no  other  arrangement  of  these  cells  than  that  mentioned, 
viz.  76  in  multiple  arc  and  37  in  series,  could  reproduce  the 
same  conditions,  and,  moreover,  the  external  resistances  must 
be  the  same.  The  same  principles,  applied  to  other  machines, 
would,  when  the  internal  resistance  was  great,  require  a  large 


EFFICIENi  V   OF  MACEJN,  L35 

number  of  cells,  but  arranged  in  such  a  way  as  to  be  ex- 
tremely wasteful,  from  by  far  the  greater  portion  of  the  work 
being  done  in  overcoming  the  resistance  of  the  battery  itself. 

The  true  comparative  measure  of  the  efficiency  of  dynamo- 
electric  machines  as  means  for  converting  motive  power  into 
work  derived  from  electrical  currents,  whether  as  light,  heat, 
or  chemical  decomposition,  is  found  by  comparing  the  units 
of  work  consumed  with  the  equivalent  units  of  work  appearing 
in  the  circuit  external  to  the  machine.  In  Table  V.  the 
comparative  data  are  given.  In  the  first  column  the  dynamo- 
meter reading  gives  the  total  power  consumed;  from  which 
are  to  be  deducted  the  figures  given  in  the  second  column, 
being  the  work  expended  in  friction,  and  in  overcoming  the 
resistance  of  the  air ;  although,  of  course,  it  must  be  borne  in 
mind  that  that  machine  is  the  most  economical  in  which, 
other  things  being  equal,  the  resistance  of  the  air  and  the 
friction  are  the  least.  The  third  column  gives  the  total 
power  expended  in  producing  electrical  effects,  a  portion  only 
of  which,  however,  appears  in  the  effective  circuit,  the  re- 
mainder being  variously  consumed  in  the  production  of  local 
circuits  in  the  different  masses  of  metal  composing  the 
machines.  This  work  eventually  appears  as  heat  in  the 
machine.  Columns  four,  five,  and  six  give  respectively 
the  relative  amounts  of  power  variously  appearing  as  heat 
in  the  arc,  in  the  entire  circuit,  and  as  heat  due  to  local 
circuits  in  the  conducting  masses  of  metal  in  the  machine, 
irrespective  of  the  wire.  This  latter  consumption  of  force 
may  be  conveniently  described  as  due  to  the  local  action  of 
the  machine,  and  is  manifestly  comparable  to  the  well-known 
local  action  of  the  voltaic  battery,  since  in  each  case  it  not 
only  acts  to  diminish  the  effective  current  produced,  but  also 
adds  to  the  cost. 

No  determinations  made  with  an  unknown  or  abnormal 
external  resistance  can  be  of  any  value,  since  the  proportion 
of  work  done,  in  the  several  portions  of  an  electrical  circuit, 
depends  upon,  and  varies  with,  the  resistances  they  offer 
to  its  passage.  If,  therefore,  in  separate  determinations  with 
any  particular  machine,  the  resistance  of  that  part  of  a  circuit 
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<'f  which   the  work   is   measured   be  in  one   instance   large 

in  proportion  to  the  remainder  of  the  circuit,  and  in  another 
Bmall,  the  two  measurements  thus  made  would  give  widely 
different  results,  since  in  the  ease  where  a  large  resistance 

was  interposed  in  this  part  of  the  circuit,  the  percentage 
of  the  total  work  appearing  there  would  be  greater  than  if  the 
small  resistance  had  been  used. 

When  an  attempt  has  been  made  to  determine  the  effi- 
ciency of  a  single  machine,  or  of  the  relative  efficiency  of 
a  number  of  machines,  by  noting  the  quantity  of  gas  evolved 
in  a  voltameter,  or  by  the  electrolysis  of  cojrper  sulphate  in  a 
decomposing  cell,  when  the  resistance  of  the  voltameter  or 
decomposing  cell  did  not  represent  the  normal  working  resist- 
ance, it  is  manifest  that  the  results  cannot  properly  be  taken 

1  measure  of  the  actual  efficiency. 

In  Table  II.  it  will  be  found  that,  in  general,  where  the 
machine  used  had  a  high  internal  resistance,  the  arc  resist- 
ance normal  to  it  was  also  high,  but  they  are  not  necessarily 
dependent  upon  each  other.  The  arc  resistance  depends  on 
the  intensity  of  the  current,  the  nature  of  the  carbons,  and 
on  their  distance  apart.  Other  conditions  being  the  same, 
the  resistance  of  the  arc  is  less  when  the  current  is  great. 

Since  all  the  machines  examined  were  built  for  lighting, 
it  will  readily  be  seen  that,  other  things  being  equal,  that 
machine  is  the  most  economical  in  which  the  work  done 
in  the  arc  bears  a  considerable  proportion  to  that  done  in  the 
whole  circuit,  and  since,  with  any  given  current,  the  work 
is  proportional  to  the  resistance,  we  have  in  Table  II.  the  data 
for  comparison  in  this  regard.  For  example,  in  the  second 
determination  of  A1,  the  large  Brush  machine,  the  resistance 
of  the  arc  constitutes  considerably  more  than  one-half  the 
total  resistance  of  the  entire  circuit,  while  in  V>\  the  small 
Wallace-Farmer  machine,  it  constitutes  somewhat  more  than 
one-third  the  total  resistance.  These  relative  resistances 
give,  of  course,  only  the  proportion  of  the  current  generated, 
which  is  utilized  in  the  arc  as  light  and  heat,  the  conditions 
of  power  consumed  to  produce  the  current  not  being  there 

resst  d. 
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Dnring  any  continued  run,  the  beating  of  the  wire  of  the 
machine,  either  directly  by  the  current,  or  indirectly  from 
conduction  from  those  parts  of  the  machine  heated  by  local 
action,  as  explained  in  a  former  part  of  this  report,  produces 
an  increased  resistance,  and  a  consequent  falling  off  in 
the  effective  current.  Thus,  in  Table  II.,  at  the  temperature 
of  73*5'  Fahr.,  A1,  the  large  Brush  machine,  had  a  resistance 
of  '485  ohm,  while  at  88°  Fahr.,  at  the  armature  coils,  it 
was  *495  ohm.  These  differences  were  still  more  marked 
in  the  case  of  Bx. 

In  A2,  the  small  Brush  machine,  it  will  be  noticed  that 
two  separate  values  are  given  for  the  resistance  of  the 
machine.  These  correspond  to  different  connections,  viz. 
the  resistance,  1*239  ohms,  being  the  connection  at  the  com- 
mutator for  low  resistance,  the  double  conducting  wires  being 
coupled  in  multiple  arc,  while  5*044  ohms  represent  the 
resistance  when  the  sections  of  the  double  conductor  ar< 
coupled  at  the  commutator  in  series. 

Referring  to  Table  III.,  the  numbers  given  in  the  column 
headed  "Heat  in  arc  and  lamp,"  are  the  measure  of  the 
total  heating  power  in  that  portion  of  the  circuit  external 
to  the  machine.  They  do  not,  however,  in  the  case  of  any 
machine,  represent  the  energy  which  is  available  for  the 
production  of  light,  which  depends  also  on  the  nature  and 
the  amount  of  the  resistance  over  which  it  is  expended.  For 
example,  the  heat  in  arc  and  lamp  are  practically  the  same 
in  each  of  the  Brush  machines,  if  the  measurement  of  the 
smaller  of  these  machines  be  taken  at  the  higher  speed.  The 
amount  of  light  produced,  however,  is  not  the  same  in  these 
two  instances,  being  considerably  greater  in  the  case  of  the 
larger  machine.  The  explanation  of  this  apparent  anomaly 
is  undoubtedly  to  be  found  in  the  different  resistances  of  the 
arcs  in  the  two  cases.  In  the  large  Brush  machine  the  carbons 
are  nearer  together  than  when  the  small  machine  is  used. 
This  suggests  the  very  plausible  explanation,  that  the  cause 
of  the  difference  is  to  be  attributed  to  the  fact  that  although 
the  total  heating  effect  is  equal  in  each  case,  when  the  large 
machine  is  used,  the  heat  produced  is  evolved  in  a  smaller 
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space,  and  it- 1<  mperature,  and  consequent  Light-giving  power, 
thereby  largely  in< 

It  would  Beem,  indeed,  that  any  future  improvenn 
in  the  direction  of  obtaining  an  increased  intensity  of  light 
from  a  given  current,  will  be  by  concentrating  the  resistance 
normal  to  the  arc  in  the  most  limited  space  practicable, 
thereby  increasing  the  intensity  of  the  heat,  and,  consequently, 
its  attendant  light. 

It  may  be  noted  in  this  connection,  that  in  all  the  cases  in 
which  the  resistance  of  the  arc  was  low,  the  photometric 
intensity  was  high.  This,  indeed,  might  naturally  be  expected, 
since  a  great  intensity  of  heat  would,  under  existing  conditions 
of  the  use  of  the  arc,  admit  of  increased  vaporization,  and 
consequent  lowering  of  the  resistance. 

In  the  column  headed  "Total  heat  of  circuit"  are  given 
the  quantities  of  heat  developed  in  the  whole  circuit,  which 
numbers,  compared  with  those  in  the  preceding  column, 
furnish  us  with  the  relative  proportions  of  the  work  of  the 
circuit,  which  appear  in  the  arc  and  lamp. 

The  column  headed  "  Heat  per  ohm  per  second,"  gives 
the  relative  work  per  ohm  of  resistance  in  each  case,  and 
these  numbers,  multiplied  by  the  total  resistance,  give  the 
total  energy  of  the  current  expressed  in  heat  units  per  second. 

In  Table  IV.  are  given  the  results  of  calculation  and 
measurement,  as  to  the  electrical  work  of  each  machine.  It  is 
evident,  to  those  acquainted  with  the  principles  of  electrical 

nee,   that   in   the  weber   current   and   the   electro-mot  iv« 
force,  we   have  the  data   for  comparing  the  work  of  tli 
machines  with  that  of  any  other  machine  or  battery,  wheth<  r 
used    for    light,    heat,    electrolysis,    or    any   other    form    of 
electrical  work. 

As  might  be  supposed,  the  values  given  in  Table  IV..  of 
the  weber  current,  approximate  relatively  to  the  photometric 
values,  as  will  be  seen  from  an  examination  of  that  part  of 
the  general  report  of   the  committee  relating  to  photons 
in'  a  rarements. 

The  valn<  B  of  the  weber  current,  as  d<  .lucid  from  the 
heat  developed,  and  from  the  comparison  with  a  Darnell's  cell, 
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do  not  exactly  agree ;  nor  could  this  have  been  expected,  when 
the  difficulty  of  minutely  reproducing  the  conditions  as  to 
speed,  resistance,  etc.,  is  considered. 

By  comparison  of  the  electro-motive  force  of  the  different 
machines,  it  appears  that  no  definite  unit  seems  to  have  been 
aimed  at  by  all  the  makers  as  that  best  adapted  to  the 
production  of  light. 

Table  V.  is  designed  especially  to  permit  a  legitimate  com- 
parison of  the  relative  efficiency  of  the  machines,  as  "well  as 
their  actual  efficiency  in  converting  motive  power  into  current. 
The  actual  dynamometer  reading  is  given  in  the  first  column. 
On  account  of  differences  of  construction  and  differences  in 
speed  of  running,  the  friction  and  resistance  of  the  air  vary 
greatly,  being  least  with  the  Gramme,  as  might  be  expected, 
since  the  form  of  the  revolving  armature  and  the  speed  of  the 
machine  conduce  to  this  result.  This  is,  of  course,  a  point 
greatly  in  favour  of  the  Gramme  machine. 

That  portion  of  the  power  expended  available  for  pro- 
ducing current  is  given  in  the  third  column,  being  the  re- 
mainder, after  deducting  the  friction,  as  above  mentioned; 
but  this  power  is  not  in  any  case  fully  utilized  in  the  normal 
circuit.  This  is  found  to  be  the  case  by  comparing  calcula- 
tions of  the  total  work  of  the  circuit  in  foot-pounds,  as  given 
in  the  appropriate  column,  with  the  amount  expended  in 
producing  such  current. 

For  instance,  in  the  case  of  A1,  the  large  Brush  machine, 
the  available  force  for  producing  current  is  89656  foot-pounds 
per  minute,  of  which  only  53646  reappear  as  heat  in  the  circuit. 
The  balance  is  most  probably  expended  in  the  production  of 
local  currents  in  the  various  conducting  masses  of  metal 
composing  the  machine.  The  amount  thus  expended  in  local 
action  is  given  in  the  column  designated  "F.  P.  unaccounted 
for  in  the  circuit."  A  comparison  of  the  figures  in  this 
column  is  decidedly  in  favour  of  the  Gramme  machine,  it 
requiring  the  smallest  proportion  of  power  expended,  to  be 
lost  in  local  action.  When,  however,  we  consider  that  the 
cm-rent  produced  by  the  large  Brush  machine  is  nearly  double 
that  produced  by  the  Gramme,  the  disproportion  in  the  local 
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action  is  not  so  great.  The  columns  containing  the  percent- 
ages of  "Power  utilized  in  the  arc,"  and  "Useful  effect  after 
deducting  friction,"  need  no  special  comment. 

The  determinations  made  enahled  the  following  opinions 
to  be  formed  as  to  the  comparative  merits  of  the  machines 
submitted  for  examination  : — 

The  Gramme  machine  is  the  most  economical,  considered 
as  a  means  for  converting  motive  power  into  electrical  current, 
giving  in  the  arc  a  useful  result  equal  to  38  per  cent.,  or  to 
41  per  cent,  after  deducting  friction  and  the  resistance  of  the 
air.  In  this  machine  the  loss  of  power  in  friction  and  local 
action  is  the  least,  the  speed  being  comparatively  low.  If  the 
resistance  of  the  arc  is  kept  normal,  very  little  heating  of 
the  machine  results,  and  there  is  an  almost  entire  absence 
of  sparks  at  the  commutator. 

The  large  Brush  machine  comes  next  in  order  of  efficiency, 
giving  in  the  arc  a  useful  effect  equal  to  31  per  cent,  of  the 
total  power  used,  or  37^  per  cent,  after  deducting  friction. 
This  machine  is,  indeed,  but  little  inferior  in  this  respect  to 
the  Gramme,  having,  however,  the  disadvantages  of  high 
speed,  and  a  greater  proportionate  loss  of  power  in  friction, 
etc.  This  loss  is  nearly  compensated  by  the  advantage  this 
machine  possesses  over  the  others  of  working  with  a  high 
external,  compared  with  the  internal,  resistance,  this  also 
ensuring  comparative  absence  of  heating  in  the  machine. 
This  machine  gave  the  most  powerful  current,  and  conse- 
quently the  greatest  light. 

The  small  Brush  machine  stands  third  in  efficiency,  giving 
in  the  arc  a  useful  result  equal  to  27  per  cent.,  or  31  per  cent, 
after  deducting  friction.  Although  somewhat  inferior  to  the 
Gramme,  it  is,  nevertheless,  a  machine  admirably  adapted  to 
the  production  of  intense  currents,  and  has  the  advantage 
of  being  made  to  furnish  currents  of  widely  varying  electro- 
motive force.  By  suitably  connecting  the  machine,  as  before 
described,  the  electro -motive  force  may  be  increased  to  over 
120  volts.  It  possesses,  moreover,  the  advantage  of  division 
of  the  conductor  into  two  circuits,  a  feature  which,  however, 
is  also  possessed  by  some  forms  of  other  machines.     The 
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simplicity  and  ease  of  repair  of  the   commutator  are   also 
adrantagi  -.     Again,  this  machine  does  not  l:<  at  gr<  atly. 
The  Wallace-Farmer  machine  does  not  return  to  the  i 

live  circuit  as  large  a  proportion  of  power  as  the  other 
machines,  although  it  uses,  in  electrical  work.  ;i  Large  amount 
of  power  in  a  small  space.  The  cause  of  it-  small  economy 
is  the  expenditure  of  a  large  proportion  of  the  power  in  the 
production  of  local  action.  By  remedying  this  defect,  a  very 
admirable  machine  would  he  produced.  After  careful  con- 
sideration of  all  the  facts,  the  Committee  unanimously  con- 
cluded that  the  small  Brush  machine,  though  somewhat  less 
economical  than  the  Gramme  machine,  or  the  large  Brush 
machine,  for  the  general  production  of  light  and  of  electrical 
current-,  was,  of  the  various  machines  experimented  with, 
the  best  adapted  for  the  purposes  of  the  Institute,  chiefly  for 
the  following  reasons : — It  is  adapted  to  the  production  of 
currents  of  widely  varying  electro-motive  force,  and  produces 
a  good  light.  From  the  mechanical  details  of  its  construction, 
•  specially  at  the  commutators,  it  possesses  great  ease  of 
repair  to  the  parts  suhject  to  wear. 

In  order  to  make  the  measurements  as  accurate  as  possihlo, 
it  was  found  necessary  so  to  arrange  the  photometric  apparatus 
that  no  reflected  or  diffused  light  should  fall  on  the  photometer, 
and  thus  introduce  an  element  of  error.  The  electric  lamp 
was  inclosed  in  a  hox,  open  at  the  back  for  convenience  of 
access,  but  closed  with  a  non-reflecting  and  opaque  screen 
during  the  experiments.  Projecting  from  a  hole  in  the  front 
of  the  box  was  a  wooden  tube,  six  inches  square  inside  and 
eight  feet  long,  with  its  inner  surface  blackened  to  preY<  nl 
reflection,  thus  allowing  only  a  small  beam  of  direct  light  to 
1'  ave  the  box.  This  beam  of  light  passed  into  a  similar 
wooden  tube,  placed  at  a  proper  distance  from  the  first,  and 
holding  in  its  farther  end  the  standard  candle.  This  tula; 
also  held  the  dark  box  of  a  Bunsen  photometer,  mounted 
on  a  slide,  so  as  to  be  easily  adjusted  at  the  proper  dis- 
tance between  the  two  sources  of  light.  A  slit  in  the  side 
of  the  tube  enabled  the  observer  to  see  the  diaphragm.  The 
outer  end  of  the  second  tube  was  also  covered  with  a  non- 
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reflecting  hood,  and  the  room  was,  of  course,  darkened  when 
photometric  measurements  were  taken.  The  rigid  exclusion 
of  all  reflected  or  diffused  light  is  the  only  trustworthy  method 
of  obtaining  true  results,  and  will,  no  doubt,  account  in  a 
large  measure  for  the  lower  candle-power  obtained  by  these 
experiments  than  that  obtained  by  many  previous  experi- 
menters. 

The  difficulties  encountered  in  the  measurement  of  the 
light  arising  from  the  difference  in  colour,  were  at  first 
thought  to  be  considerable,  but  further  practice  and  expe- 
rience enabled  the  observer  to  overcome  them  to  such  an 
extent  that  the  error  arising  from  this  cause  is  inconsiderable, 
being  greatly  less  than  that  due  to  the  fluctuations  of  the 
electric  arc. 

In  determining  the  amount  of  light  produced  by  each 
machine,  it  was  run  continuously  for  from  four  to  five  hours, 
and  observations  made  at  intervals,  care  being  taken  to 
maintain  the  speed  and  other  conditions  normal.  One  of 
the  most  important  conditions  necessary  to  ensure  correct 
results  was  the  relative  position  of  the  carbon  points.  Great 
care  was  taken  that  the  axes  of  the  two  sticks  or  pencils  of 
carbon  were  in  the  same  line,  so  that  the  light  produced 
should  be  projected  equally  in  all  directions.  Were  the  axes 
of  the  carbon  pencils  not  in  the  same  line,  a  much  greater 
quantity  of  light  would  be  projected  in  one  direction,  and  the 
result  of  calculation  of  the  light  produced,  based  on  the 
inverse  square  of  the  distance  from  the  photometer,  would 
be  too  great  or  too  small,  accordingly  as  this  adjustment  was 
in  the  one  or  the  other  direction. 

Experiments  were  made  to  determine  what  effect  on  the 
amount  of  light  was  produced  by  so  adjusting  the  carbons 
that  the  front  edge  of  the  upper  one  was  in  line  with  the 
centre  of  the  lower  one.     Fig.  84  shows  such  an  adjustment. 

Front    ... 
Side       ... 

Back 

0485      4  =  871. 
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The  light  produced  by  the  sam<  machine,  under  the  Bame 
conditions,  except  the  carbons  1m  ling  adjusted  in  one  vertical 
line  (Fig.  85),  was  526 


.    .  - 


Fig.  85. 


candles.     This    would 
m  to  indicate  thai 

ily  06  per  cent, 
more  light  was  pro- 
duced by  this  adjust- 
ment of  the  carbons ; 
but  a  close  study  of  the 
conditions  proves  that 
such  is  not  the  ca 
and  that  there  is  no 
advantage  to  be  derived  from  such  adjustment,  except  when 
the  light  is  intended  to  be  used  in  one  direction  only. 

following  is  a  statement  upon  this  point,  in  the  report 
of  Mr.  Jas.  N.  Douglass,  Engineer  to  the  Trinity  House  : — 

"I  have  found  this  arrangement  of  the  carbons  (the  axis 
of  the  bottom  carbon  nearly  in  the  same  vertical  plane  a- 
the  front  of  the  top  carbon),  and  assuming  the  intensity  of 
the  light  with  the  carbons  having  their  axes  in  the  same 
vertical  line  to  be  represented  by  100,  the  intensity  of  the 
light  in  four  directions  in  azimuth,  say  E.,  W.,  N.,  and 
will  be  nearly  as  follows  : 

East  or  front  intensity  ...  ...  ...  287  to  100 

North  or  side        „  ...  ...  ...  110  „  100 

South     „  „  ...  ...  ...  115  „  100 

West  or  back         „  .100 

557  -=-  4  =  139  to  100 


"In  measuring  the  candle-power  of  the  light  produced  by 
each  machine,  I  have  given  the  mean  intensity  obtained  in 
the  direction  of  the  photometer,  the  carbons  in  lamp  working 
with  the  Holmes  and  Alliance  machines  being  always  arraxi 
with  the  axes  in  the  same  vertical  line,  and  the  carbons  in 
the  lamp  working  the  Gramme  and  Siemens'  machine  being 
always  arranged  with  the  front  edge  of  the  top  carbon  nearly 
on  the  centre  of  the  bottom  carbon.'' 
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It  is,  therefore,  evident  that  the  results  given  by  Mr. 
Douglass  must  be  divided  by  2'87  in  making  a  comparison 
with  those  obtained  by  the  Franklin  Institute  Committee. 

The  following  abstract  from  a  report  of  Professor  Tyndall, 
addressed  to  'the  Trinity  Board,  upon  experiments  carried  out 
to  ascertain  the  relative  values  of  different  apparatus,  com- 
pletes the  list  as  regards  other  machines  than  the  preceding. 

The  machines  experimented  on  were  the  following : — 

1.  Holmes'  machines,  which  have  been  already  established 
for  some  years  at  the  South  Foreland  lighthouse. 

2.  Gramme's  machine. 

3.  Two  Gramme's  machines  coupled  together. 

4.  Siemens'  large  machine. 

5.  Siemens'  small  machine. 

M.  Tresca  communicated  an  interesting  paper  to  the 
Academy  of  Sciences,  containing  account  of  a  series  of  ex- 
periments made  in  the  establishment  of  MM.  Sautter  and 
Lemonnier,  to  ascertain  the  amount  of  work  performed  by  the 
(Gramme  machine  for  the  production  of  light. 

The  high  speed  at  which  the  Gramme  machine  is  driven, 
rendered  it  difficult  to  employ  a  dynamometer,  which  should 
not  make  more  than  250  revolutions  per  minute.  The 
diagrams  obtained  were,  however,  satisfactory  after  some 
preliminary  trials.  The  work  done  has  thus  been  accurately 
determined,  but  this  was  not  the  case  with  the  luminous  in- 
tensity. This  latter  was  measured  direct  by  u  photometer 
with  two  discs,  one  illuminated  solely  by  a  Carcel  lamp,  and 
the  other  by  the  electric  lamp.  One  of  these  discs  appeared 
of  a  green  hue  in  relation  to  the  other,  which  was  rose-tinted, 
and  amongst  the  various  methods  tried,  it  was  found  decidedly 
the  best  to  correct  the  difference  of  these  tints  by  the  inter- 
position of  two  Carcel  lamps,  burning  1*48  oz.  per  hour,  and 
at  a  suitable  distance  from  the  photometer,  the  electric  light 
being  placed  at  a  distance  of  131*23  feet  in  the  first,  and  65*61 
feet  in  the  second  trial. 

In  spite  of  the  uniformity  of  the  electric  current  supplied  to 
the  regulator,  the  light,  on  account  of  the  irregularity  in  the 
nature  of  the  carbons,  showed  oscillations,  which  for  the  most 
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part  were  perceptible  only  in  the  photometric  determinations  ; 
but  on  this  accomit  a  great  difficulty  arose  in  determining 
exactly  the  intensity  and  its  definition  in  relation  to  the  ex- 
penditure of  power. 

It  was  only  possible  to  avoid  these  drawbacks  by  increasing 
the  number  of  trials,  and  limiting  their  duration  to  very  short 
periods.  The  standard  lamp  having  been  placed  in  such  a 
position  as  to  balance  the  average  intensity  of  the  electric 
light,  the  apparatus  was  kept  at  work  during  a  certain  time, 
and  at  the  instant  that  an  apparent  equality  was  observed,  a 
signal  was  given  to  the  experimenter  stationed  at  the  dyna- 
mometer, and  a  diagram  comprising  a  period  of  a  few  seconds 
was  obtained.  Another  observer  recorded  the  speed  of  the 
dynamometer  per  minute,  and  the  dynamometer  diagram  was 
renewed  only  at  a  fresh  signal  from  the  operator  at  the  photo- 
meter. The  following  tables  give  all  the  data  obtained  from 
the  successful  experiments  thus  conducted. 

In  order  to  ascertain  the  number  of  revolutions  of  the  mam 
shaft  of  the  magneto-electric  machine,  it  was  necessary  to 
make  certain  that  there  was  no  slipping  of  the  driving  belt. 
By  means  of  various  experiments,  the  speed  of  the  two  shafts 
was  tested  by  means  of  two  counters,  and  it  was  thus  found, 
in  the  first  trial,  that  the  actual  ratio  of  the  speed  was  5'18, 
the  ratio  calculated  from  the  diameters  of  the  pulleys  and  the 
thickness  of  belts  being  5*26.  The  speed  of  the  Gramme 
machine  shaft  was  thus  found  by  multiplying  the  mean  speed 
of  the  dynamometer  shaft  by  5"22,  which  gave  for  the  first 
series  of  trials  1264  turns  per  minute ;  in  the  second  series, 
the  ratio  of  speeds  being  only  3*65  and  the  mean  speed  of  the 
d}*namometer  239  turns  per  minute,  the  number  of  revolutions 
of  the  machine  was  239  x  3'65  =  872.  The  apparatus  which 
gave  a  light  of  1850  Carcel  lamps  is  arranged  as  follows  :  The 
horizontal  shaft  carries  two  series  of  conductors  placed 
symmetrically,  the  one  on  the  left  receiving  the  current  from 
15  bobbins  spaced  'around  a  soft-iron  ring.  In  the  intervals 
between  these  are  15  other  bobbins  in  connection  with  the 
conductor  j)laced  on  the  other  side  of  the  shaft.  The  two 
currents  combine  when  the  bobbins  turn  around  the  shaft  in 
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front  of  the  poles  of  the  four  electro-magnets,  put  in  operation 

i  of  the  current,  the  balance  being  Led  off  to  the 
electric  lamp.  The  following  are  the  leading  dimensions  of 
the  machine  : — 

Electro-magnets : 

Diameter  of  the  electro-magnet           ...              ...  ...  2*75  in. 

Length      ...              ...              ...                              ...  ...  1590  „ 

Diameter  of  coil      ...              ...              ...              ...  ...  519  ,, 

Diameter  of  wire     ...              ...              ...              ...  ...  •0125.. 

Weight  of  copper  rolled  around  each  electro-magnet  ...  52'8  lb. 

Bobbi 

Ontside  diameter  of  soft-iron  ring        ...              ...  ...  707  in. 

Inside             .,             .,            „             ...             ...  ...  618  „ 

Width  of  soft-iron  ring           ...              ...              ...  ...  1*68 

Outer  diameter  of  bobbin      ...                              ...  ...  905  „ 

Inner             „             „             ...                              ...  172  ,, 

Diameter  of  wire     ...              ...              ...  '01  ,, 

Total  weight  of  wire                ...              ...               ...  ...  308  lb. 

Diameter  of  conductor  cylinders          ...              ...  ...  3'54  in. 

„            lamp  wire            ...              ...               ...  ...  "03  ,, 

Machine  : 

Total  length,  including  pulley               ...              ...  ...  31*5 

„     height             ...              ...              ...              ...  .  83-03  „    . 

„      width               ...              ...              ...              ...  ...  21*65  „ 

The  machine  giving  a  light  of  3000  Carcel  lamps  is  more 
simple,  as  it  has  only  a  single  series  of  conductors  and  small 

bobbins,  and  two  electro-magnets  only.     The  following  are  its 
leading  dimensions  : — 

Electro-magnets  : 

Diameter  ...              ...              ...              ...              ...  ...  275  in. 

Length     ...            ...            .  .            ...            ...  ...  13-97  „ 

Diameter  of  coil      ...              ...              ...              ...  ...  4*72  ,, 

„          wire     ...             ...            ...            ...  •••  015  ,, 

t  of  copper  around  each  electro-magnet  ...  ...  31-5  lb. 

Bobbins  : 

Outside  diameter  of  soft-iron  ring       ...              ...  ...  6 '61  in. 

Inside             ,,             „             .,             ...  •••  l&\>  ,, 

Width  of  soft-iron  ring                            ...  ,  8'97 

Outside  diameter  of  bobbin  ...              ...              ...  ...  4*68 

Inside             „              „             ...              ...              ...  ...  1*05 

Diameter  of  wire     ...                              ...  ...  '007  , 

,,             conductor  cylinder            ...              ...  ...  35 

„             wire  to  lamp      ...              ...              ...  ...  "03 1 

Machine  : 

Total  length,  including  pulley  ...  256  ,, 

„     height             ...  19-92  „ 

„     width              ...             ...  ...  16-14  „ 
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The  large  machine  supplied  a  lamp  made  at  the  works  of 
M.  Gramme,  with  carhons  of  *123  square  inches  in  section ;  the 
lamp  for  the  smaller  machine  was  made  by  M,  Serrin,  with 
carbons  of  similar  dimensions. 

The  following  tables  summarize  the  results  obtained  : — 

TABLE  I. 

Experiments  with  Large  Machine,  made  October  16th,  1875. 

Eatios  of   distances  of  electric   light 
and  Carcel  lamp  from  photometer... 


Eatios  of  intensities 


40: 

40 


•93 

•93  =  1850 


Numbers  of 
Diagram. 

Bevolutions  of 

Dynamometer 

pev  minute. 

Mean  ordinates 

given  by  the 

Diagrams. 

Foot-pounds  of 
Work  per  second. 

1 
2 
3 

1 

5 
0 

238 
251 
248 
244 
211 
211 

in. 

•885 

•744 

•854 

•653 

•614 

•654 

4883 
4324 
4916 
3693 
3226 
3716 

Mean 

211 

4127  =  7-5 
H.  -P.  per  min. 

Work  done  per  100  burners 
Work  per  burner  per  second 


7-5  :  1850  =  -405  H.-P. 
2  23  foot-pounds. 


TABLE   II. 

EXPBRIMKNTS    WITH    SMALL   MACHINE,   MADE   DECEMBER    4TH,    1875. 

Eatios  of  distances  of  electric  light  and 
Carcel  lamp  from  photometer 


Eatios  of  intensities 


20: 
20 


115 

1-15  =  302-4 


Xumbers  of 
Diagram . 


Eevolutions  of 
Dynamometer 
per  minute. 


234 
238 
244 


Mean  ordinates 
of  Diagram. 


Work  done  in 

Foot-pounds  per 

second. 


Mean 


239 


•279 
•262 
•292 


1452 
1445 
1651 


1516  =  2-75  H.-P. 


Work  done  per  100  burners         ...     275  :  302  -91  H.-P. 
Foot-pounds  per  burner  per  second     497 
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The  machines  worked  with  regularity  for  a  sufficient  time 
to  prove  the  absence  of  heating.  Moreover,  the  work  done 
was  very  aniform  during  the  experiments,  although  one  of 
them  Mas  considerably  proloc 

&b  regards  the  cost  of  different  modes  of  lighting,  the 
following  data  are  of  interest.  The  consumption  of  oil  for 
1  x-~.n  i  arcel  burners  per  hour  equals  1850  x  1*48  oz.  =  2738  oz., 
or  about  G800  cubic  feet  of  gas.     Under  these  conditions  the 

•  of  fuel  would  be  only  the  hundredth  part  of  cost  in  oil, 
and  one-fiftieth  part  of  the  cost  of  gas-lighting  in  Paris.  Tin- 
comparison  is  less  favourable  for  smaller  machines,  for  from 
the  data  given  it  will  be  seen  that  for  the  large  machine,  each 
< 'arcel  burner  requiri  a  2'23  foot-pounds,  and  for  the  small 
machine  to  4-97  foot-pounds,  or  double  the  former.  This  ex- 
penditure of  work  -would,  according  to  M.  Heilmann,  be  in- 
cn  ascd  to  1*85  foot-pounds  for  each  burner  in  a  hundred-light 
machine. 

A  lamp  of  100  burners,  to  light  a  workman  as  well  as 
would  an  ordinary  lamp  placed  lb  inches  away  from  him,  may 
be  situated  16*5  feet  away;  a  lamp  of  300  burners  maybe 

5  feet,  and  one  of  1850  burners  at  70  feet  1  inches  distant : 
and  these  figures  show  that  the  largest  sizes  of  lamps  may  b< 
most  usefully  employed  for  lighting  manufactories. 

During  the  competitive  trials  at  the  Franklin  Institute,  as 
to  the  relative  efficiency  of  the  machines  as  noted  in  the  pre- 
ceding pages,  Professors  Houston  and  Thomson  took  the 
opportunity  thus  afforded  to  make  a  careful  study  of  many 
interesting  circumstances  which  influence  the  efficiency  of 
these  machhi 

A  convenient  arrangement  of  the  particular  circumstances 
to  be  discussed  is — (1)  those  affecting  the  internal  work  of  the 
machines;  (2)  those  affecting  the  external  work;  and  (8)  the 
relations  between  the  internal  and  external  work. 

The  mechanical  energy  employed   to   give   motion    to   a 
dynamo-electric  machine  is  expended  in  two  ways :    (1)  in 
overcoming  the  friction  and  the  resistance  of  the  air  ;  and    2 
in  moving  the  armature  of  the  machine  through  the  magnetic 
field,  the  latter,  of  course,  constituting  Bolely  the  energy  avail- 
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able  for  producing  electrical  current.  The  greatest  amount 
of  power  expended  in  the  first  way  was  noticed  to  be  about 
17  per  cent,  of  the  total  power  employed.  This  expenditure 
was  clearly  traceable  to  the  high  speed  required  by  the 
machine.  The  speed,  therefore,  required  to  properly  operate 
a  machine  is  an  important  factor  in  ascertaining  its  efficiency. 
The  above  percentage  of  loss  may  not  appear  great ;  but  when 
it  is  compared  with  the  total  work  done  in  the  arc  as  heat, 
constituting  as  it  did  in  this  particular  instance  over  50  per 
cent,  of  the  latter,  and  about  33  per  cent,  of  the  total  work 
of  the  circuit,  its  influence  is  not  to  be  disregarded.  In 
another  instance  the  work  consumed  as  friction  was  equal 
to  about  80  per  cent,  of  that  appearing  in  the  arc  as  heat, 
while  in  the  Gramme  machine  experimented  with  this  per- 
centage fell  to  20  per  cent,  of  that  which  appeared  in  the  arc 
as  heat,  and  was  only  about  7  per  cent,  of  the  total  power 
consumed  in  driving  the  machine. 

In  regard  to  the  second  way  in  which  mechanical  energy 
is  consumed,  in  overcoming  the  resistance  necessary  to  move 
the  armature  through  the  magnetic  field,  or,  in  other  words, 
to  produce  electrical  current,  it  must  not  be  supposed  that  all 
this  electrical  work  appears  in  the  circuit  of  the  machine, 
since  a  considerable  portion  is  expended  in  producing  local 
circuits  in  the  conducting  masses  of  metal,  other  than  the 
wire,  composing  the  machine. 

The  following  instances  of  the  relation  between  the  actual 
work  of  the  circuit,  and  that  expended  in  local  action,  will 
show  that  this  latter  is  in  no  wise  to  be  neglected.  In  one 
instance  an  amount  of  power,  somewhat  more  than  double  the 
total  work  of  the  circuit,  was  thus  expended.  In  this  instance 
also  it  constituted  more  than  five  times  the  total  amount  of 
power  utilized  in  the  arc  for  the  production  of  light.  In 
another  instance  it  constituted  less  than  one-third  the  total 
work  of  the  circuit,  and  somewhat  more  than  one-half  the 
work  in  the  arc. 

Of  com-se,  work  expended  in  local  action  is  simply  thrown 
away,  since  it  adds  only  to  the  heating  of  the  machine.  And, 
since  the  latter  increases  its  electrical  resistance,  it  is  doubly 
injurious. 
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local  action  (»f  dynamo  electric  machines  is  analogous 
to  the  local  action  of  a  battery,  and  is  equally  injurious  in  its 
effect-  upon  the  available  current. 

in,  in  regard  to  the  internal  work  of  a  machine,  since 
all  this  ia  eventually  reduced  to  heat  in  the  machine,  the 
temperature  during  running  must  continually  rise  until  the 
loss  by  radiation  and  convection  into  the  surrounding  air  equals 
the  production,  and  thus  the  machine  will  acquire  a  constant 
temperature.  This  temperature,  however,  will  differ  in  differ- 
ent machines,  according  to  their  construction,  and  to  the 
power  expended  in  producing  the  internal  work,  heing,  of 
course,  higher  when  the  power  expended  in  producing  the 
internal  work  is  proportionally  high. 

If,  therefore,  a  machine  during  running  acquires  a  high 
temperature  when  a  proper  external  resistance  is  employed, 
fficiency  will  be  low.  But  it  should  not  be  supposed  that 
because  a  machine,  when  rim  without  external  resistance — that 
is,  on  short  circuit — heats  rapidly,  that  inefficiency  is  shown 
thereby.  On  the  contrary,  should  a  machine  remain  com- 
paratively cool  when  a  proper  external  resistance  is  employed, 
and  heat  greatly  when  put  on  short  circuit,  these  conditions 
should  be  regarded  as  a  proof  of  its  efficiency. 

In  regard  to  the  second  division,  the  external  work  of  the 
machine,  this  may  be  applied  in  the  production  of  light,  heat, 
electrolysis,  magnetism,  etc. 

Where  it  is  desired  to  produce  light,  the  external  resistanci 
is  generally  that  of  an  arc  formed  between  two  carbon 
electrode.-.  The  resistance  of  the  arc  is,  therefore,  an  im- 
portant factor  in  determining  the  efficiency.  To  realize  the 
greatest  economy,  the  resistance  of  the  arc  should  be  low,  but 
nevertheless  should  constitute  the  greater  part  of  the  entire 
circuit  resistance. 

In  some  measurements  the  resistance  of  the  arc  was  sur- 
prisingly low,  being  in  one  instance  0*54  ohm,  and  in  another 
0*70  ohm.  It  was,  however,  in  some  instances  as  high  as 
3*18  ohms.  The  amount  of  work  appearing  in  the  arc, 
measured  by  the  number  of  foot-pounds  equivalent,  is  not 
necessarily  an  index  of  the  lighting  power. 
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A  few  remarks  on  the  economical  production  of  light 
from  electrical  current  may  not  be  out  of  place.  The  light 
emitted  by  an  incandescent  solid  will  increase  as  its  tempera- 
ture is  increased.  In  the  voltaic  arc,'the  limit  to  increase  of 
temperature  is  in  the  too  rapid  vaporization  of  the  carbon. 
Before  this  point  is  reached,  however,  the  temperature  is  such 
that  the  light  emitted  is  exceedingly  intense.  No  reliable 
method  of  measuring  the  temperature  of  the  arc  has  as  yet 
been  found. 

A  well-known  method  of  obtaining  light  from  electrical 
currents  is  by  constructing  a  resistance  of  some  material,  such 
as  platinum,  having  a  high  fusing  point,  and  heated  to  in- 
candescence by  the  passage  of  the  current.  When  platinum 
is  employed,  the  limit  to  its  increase  of  temperature  is  the 
fusing  point  of  the  platinum,  which  is  unquestionably  but  a 
fraction  of  the  temperature  required  to  vaporize  carbon.  Were 
the  falling  off  in  the  amount  of  light  emitted  merely  propor- 
tional to  the  decrease  in  temperature,  the  method  last  de- 
scribed might  be  economical.  Unfortunately,  however,  for 
this  method,  many  facts  show  that  the  decrease  in  the  light 
emitted  is  far  greater  than  the  decrease  of  the  temperature. 
Most  solids  may  be  heated  to  1000°  F.  without  practically 
emitting  light.  At  2000°  F.  the  light  emitted  is  such  that  the 
body  is  said  to  be  a  bright  red ;  at  4000°  F.,  the  amount  of 
light  will  have  increased  more  than  twice,  probably  as  much 
as  four  times  that  emitted  at  2000°  F.  It  is  reasonable  to 
suppose  that,  with  a  further  increase  of  temperature,  the. 
same  ratio  of  increase  will  be  observed,  the  proportionate 
increase  in  luminous  intensity  far  exceeding  the  increase  in 
temperature. 

It  would,  therefore,  appear  that  the  employment  of  a 
resistance  of  platinum,  or  other  similar  substance,  whose  tem- 
perature of  alteration  of  state,  as  compared  with  that  of 
carbon,  is  low,  must  be  far  less  economical  than  the  employ- 
ment of  the  arc  itself,  which  as  now  produced  has  been 
estimated  as  about  two  or  three  times  less  expensive  than  gas. 

Indeed,  it  would  seem  that  future  improvements  in  obtain- 
ing light  from  electrical  currents  will  rather  be  by  the  use  of 
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ifficient  resistance  in  the  most  limited  space  practicable, 
therefore  obtaining  in  such  spar,  the  bighesi  possible  tem- 
perature. 

Perhaps  the  highest  estimate  that  can  be  given  of  the 

tency  of  dynamo-electric  machines,  as  ordinarily  due 
is  not  over  50  per  cent. ;  measurements  have  not  given  more 
than  38  per  cent.  Future  improvements  may  increase  this 
proportion.  Since  the  efficiency  of  an  ordinary  steam  engine 
and  hoikr  in  utilizing  the  heat  of  the  fuel  is  probably  over- 
estimated at  20  per  cent.,  the  apparent  maximum  perceni 
of  heat  that  could  be  recovered  from  the  current  developed  in 
a  dynamo-electric  machine  would  be  over-estimated  at  10  per 
cent.  The  economical  heating  of  buildings  by  means  of 
electricity  may,  therefore,  be  regarded  as  totally  impracticable. 

In  respect  to  the  relations  that  should  exist  between  the 
external  and  the  internal  work  of  dynamo-electric  machh*  -. 

ill  be  found  that  the  greatest  efficiency  will,  of  course, « 
where  the  external  work  is  much  greater  than  the  internal 
work,  and  this  will  be  proportionately  greater  as  the  external 
resistance  is  greater.  Our  measurements  gave,  in  one  instance, 
the  relation  of  -82  ohm  of  the  arc  to  -49  ohm  of  the  machi 
a  condition  which  indicates  economy  in  working.  The  other 
extreme  was  found  in  an  instance  where  the  resistance  of  the 
arc  was  1*93  ohm.,  while  that  of  the  machine  was  4-00  ohms, 
a  condition  indicating  wastefulness  of  power. 
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CHAPTER  VII. 

SIMPLE   MATHEMATICAL   CONSIDERATIONS   CONCERNING 
ELECTRIC   LIGHTING. 

Mathematical  considerations  of  a  subject  so  little  known  as 
electric  lighting,  when  made  with  regard  to  the  determination 
of  maximum  effect,  must  be  taken  with  the  limitation  set  by 
experience.  The  following  quotations  from  well-known  sources 
are  given  with  every  emphasis  as  to  their  value,  and  will 
afford  to  the  reader  of  calculating  turn,  reliable  data  upon 
which  to  found  his  deductions. 

Mr.  Desmond  Fitzgerald  has  remarked  that  the  question 
whether  Ohm's  law  is  applicable  to  d}Tnamo-electric  circuits 
has  been  raised,  and  some  confusion  prevails  as  to  the  real 
points  at  issue.  Investigators  are  finding  out  two  facts — that 
there  is  in  nature  no  dynamic  force  varying  simply  as  the 
number  of  cells  in  series  of  a  battery,  or  corresponding  with 
what  is  defined  as  electro-motive  force,  and  no  inertia  varying 
according  to  what  is  defined  as  electrical  resistance.  It  is 
observed,  also,  that  the  effects  of  varying  these  "current 
elements  "  are  very  different  in  the  two  cases  of  the  dynamo- 
electric  and  the  voltaic  circuits.  Still,  this  does  not  mean 
that  the  law  of  Ohm  is  incorrect  as  a  law  of  phenomena — an 
expression  indicating  a  necessary  relation — but,  from  a  phy- 
sical point  of  view,  as  empirical  as  other  mathematical  laws  in 
which  causation  is  lost  sight  of. 

E 

In  the  case  of  any  electro-motor  the  equation  I  =  p  is  strictly 

applicable. 

In  the  voltaic  battery,  however,  a  variation  of  R  does  not 
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rily  affect  E,  which  is  altogether  independent  of  such 

variation   when   this   occurs  in  the  external   portion  of  the 

circuit.     Thus,  we  haw  generally  I  x  *  ,  or  current  varies 

B 

inversely  as  the  resistance  in  circuit. 

Again,  a  variation  of  E  does  not  necessarily  affect  R  ;  and, 
when  the  external  resistance  of  the  circuit  bears  a  high  ratio 
to  the  Lattery  resistance,  a  variation  of  the  electro-motive 
force,  from  E  to  E, — an  addition  to,  or  diminution  of,  the 
number  of  cells  in  series — causes  the  current  to  vary  approxi- 

E 

mately  in  the  ratio  W.     Accurately,  the  variation  in  any  < 

E  1 1 
is  determined  by  the  ratio  ,,,,)■    .  where  p  is  the  resistance 

Hi  ll  ■+■  Hi  p 

of  the  cell  or  cells  added  or  subtracted.     Thus, 

E  x  E  i:  +E/»~"  B  +  p 

Thus,  in  the  case  of  a  telegraph  circuit,  for  instance,  we  have- 
approximately,  I  x  E.  On  the  other  hand,  in  the  dynamo- 
electric    machine,    converting   into    electrical   work   a    given 

-i  -C'2 

horse-power,  h      _,   Bince,  the   ratio  -,,    being   constant, 
s'  B  il 

E2a  R,  E  oc    si;,  and  |  x   ^         1  ,  •    Thus,  any  variation 

ll  ll  N     ll 

of  R  in  this  case  necessarily  affect-  E. 

Again,  any  variation  of  E  necessarily  affects  R ;  and,  the 

product  E  I  being  constant,  we  have  I <x  ™,  a  somewhat  start- 
ling result,  which,  to  some  ob  lias  appeared  con- 
tradictory to  the  law  of  Ohm.  With  this,  however,  it  i- 
in  perfect   accord — in  effect,   since   E  x    s  \[,   B  s.   E-,  and 

"F        "F         1 

'  x  =j  =  =  ;  or,  when  E   is  varied,  the  current  varies  in- 
ly as   the   electro-motive   force,  because   the  resistance 
varies  as  the  square  of  this  value. 

It  will  be  seen  that  B  x  Ea  , ..,  and  that  the  same  quan- 
tity of  work  will  be  done  by  the  current  whatever  may  be  the 
resistance  in  circuit. 
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If  h.p.  be  taken  to  express  the  total  horse-power  converted 
into  electrical  work  (in  the  whole  circuit),  under  the  best  con- 
ditions, with  a  Gramme  machine  of  the  form  experimented 
with  at  the  Franklin  Institute, 

H.P.  =  h.p.  x  1-39, 
and  the  efficiency  of  the  machine  is  expressed  by 

^  =  -72  (nearly). 

Or  the  machine  can  convert  into  electrical  work  72  per  cent. 
of  the  energy  expended  upon  it. 

Let  E  =  the  electro-motive  force,  in  volts,   acting  in  a 
circuit  ; 
E  =  the  total  resistance,  in  ohms,  of  the  circuit ; 
r  =  resistance  of  the  voltaic  arc  obtained ; 
H.P.  =  h.-p.  of  the  prime  motor  working  the  dj-namo- 

electric  machine  ; 
h.p.  =  the  h.-p.  absorbed  in  the  production  of  electrical 
work  in  the  circuit ; 
X  =  the  intensity,  in  standard  candles,  of  the  electric 
light  so  arranged  as  to  illuminate  equally  in 
all  horizontal  directions ; 
A   -  the  intensity  of  the  light  in  one  particular  direc- 
tion;   the  light  being   arranged  to  give   the 
maximum  illumination  (without  reflectors)  in 
this  direction. 
The  energy  of  the  current,  or  the  mechanical  equivalent  of 
the  work  and  heat  produced  by  it  per  hour,  will  be 

W  =  EJ^5*  ft,lbs.  =  ^*ii8  foot-tons. 
R  It 

TT  _     ,       ,    ,  .    , .  ,  /    energy  in  ft. -lbs.    \     .,, , 

H.P.  absorbed*. the  current  ^ooottimeinmirj  WlUbe 

1,'r''  =  mf-47- 

h  13  . 

The  ratio  Wp  is  the  measure  of  the  efficienc}'  of  dynamo- 
electric  machines.  In  the  case  of  Gramme's  machine,  under 
the  best  conditions,  we  have 

H.P.  =  h.p.  x  1-39. 
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ower  absorbed  in  the  arc  itself  is 
h.p.  x  ;, 
Thr  ratio  of  this  latter  value  to  h.p.,  or 

h.p.  x  r  x 

i;  E2 

is  the  measure  of  the  efficiency  of  the  electrical  circuit  in 
the  production  of  the  greatest  quantity  of  light  with  a  given 
quantity  of  electrical  energy. 

In  the  experiments  with  Gramme's  machine  made  by  the 
Committee  of  the  Franklin  Institute,  the  light,  in  standard 
sperm  candles,  produced  by  the  voltaic  arc  was 

A  =  h.p.  x  T  x  1044  (candles)     .     .     .     (I.) 

when  the  intensity  of  the  light  was  approximately  equal  in 
every  direction.     But,  when  the  carbons  are  so  adjusted  as  to 
give  the  best  effect  with  the  photometer  in  a  given  position, 
we  may  multiply  the  former  value  by  2-87,  and  we  have 
A  =  h.p.  x  '-  x  2996  (candles)      .     .     .     (II.) 

Expressing  these  equations  in  a  different  form,  we  have 

»  =  Prxl-4 (la.) 

•^  x  1-  ,•  x  4-       (Ha.) 

It  should  be  remembered  that  these  values  arc  obtainable 
only  under  the  most  carefully  arranged  conditions. 

Although  the  light  cannot  be  subdivided  without  very  con- 
rable  loss,  it  is  not  to  be  admitted  that,  if  a  given  total 
quantity  of  light  be  produced  with  one  hundred  lumps,  it  is  one 
hundred  times  as  expensive  as  if  it  Mere  produced  in  one  lamp. 
It  we  use  two  lamps  instead  of  one,  and  place  them  in  series, 
the  original  arc  resistance,  /,  is  not  necessarily  doubled; 
indeed,  it  may  be  preserved  constant,  in  which  case  we  should 

C~  / 
have    g-  for  each  light,  and  the  original  value,  C2  /,  for  the  two. 

And,   if  we   place   four  lamps   in   parallel   circuit,  the  total 

tance  may  be  reduced  nearly  fourfold,  so  that  we  may 

obtain  twice  the  original  current  with  half  the   K.M.I',    in 

E2 

action.     Thus  C'2/,  or  .J- 1,  becomes 
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(f) 


I       4E2v  I       021 


C\    ,        C'l 


the  theoretical  value  for  each  light  being  (  9  )  i  =  —^-,  and 

that  of  the  four  C2  ?.  The  loss,  when  the  light  is  subdivided, 
is  doubtless  due  to  an  increase  in  the  quantity  of  heat,  which 
must  be  expended  before  any  luminous  effect  is  produced.  The 
voltaic  arc  is  far  more  economical,  as  a  producer  of  light,  than 
any  devices  for  the  incandescence  of  solids. 

Mr.  Louis  Schwendler  has  made  a  report  on  the  electric- 
light,  as  to  the  advisability  of  adopting  it  for  Indian  railway 
stations.  The  report  is  exceedingly  valuable,  but  too  long  to 
give  complete.     The  following  is  a  precis : — 

Economy  of  the  electric  light. — The  energy  of  the  standard 
candle  was  ascertained  by  direct  experiment.  It  was  found 
that  the  standard  candle,  in  order  to  produce  the  unit  of  light, 
does  work  at  the  rate  of  610  meg-ergs  per  second  at  the  least. 
In  fact,  it  is  highly  probable  that  the  standard  candle,  in  order 
to  produce  the  unit  of  light,  works  up  to  more  than  double 
that  amount  (1365  meg-ergs  per  second). 

Further,  by  direct  experiment,  it  was  ascertained  that  the 
unit  of  light,  as  produced  in  an  electric  arc  by  any  one  of  the 
dynamo-electric  machines  under  trial,  and  through  a  leading- 
wire  offering  not  more  than  0*1  Siemens'  unit  resistance,  is 
produced  at  the  rate  of  not  more  than  20  meg-ergs  per  second, 
including  all  the  work  transmitted,  the  light  being  measured 
in  a  line  which  passes  through  the  centre  of  the  arc,  and 
stands  normal  to  its  axis.  Hence  the  probable  engineering 
margin  in  favour  of  the  electric  light  is  between  30  to  70,  or 
equal  to  a  mean  of  50.* 

Dynamo-electric  machme  A  produces  the  unit  of  light  at  a 
rate  of  not  more  than  10  meg-ergs  per  second.  Hence  it  may 
be  safely  asserted  that  the  electric  light  produced  by  dynamo- 

*  A  refers  to  a  Siemens  machine,  medium  size. 
B  „  „  small        „ 

C  „         Gramme  machine,  workshop  pattern. 

D 
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electric  machines  is,  as  an  average,  60  times  cheaper  than 

light  by  combustion.     This  is,  however,  true  only  as  lor 
the  light  is  produced  in  one  arc.    If  more  than  one  light 

is  produced  in  the  same  circuit  by  the  same  current,  the 
external  or  available  light  becomes  rapidly  dearer  with  in- 
of  the  number  of  lights  produced.  For  this  reason 
already,  if  not  for  many  others,  the  division  of  light  must 
result  in  an  engineering  failure.  It  is  in  the  nature  of  the 
« lectric  light  that  it  should  be  used  in  great  intensity  in  one 
point,  instead  of  small  intensities  in  many  points. 

Current  produced  by  dynamo-electric  machines.— These 
currents,  as  the  insertion  of  a  Bell  telephone  (used  as  a  shunt) 
will  easily  prove,  are  not  steady.  The  dynamo-ek. 
machine  with  the  greatest  number  of  sections  in  the  induction 
cylinder  gives  the  steadiest  current.  Twelve  sections  are  found 
to  be  necessary  and  sufficient. 

Influence  of  speed. — The  cm-rent  produced  by  any  dynamo- 
electric  machine  through  a  given  constant  total  resistance  in 
circuit  increases  permanently  with  the  speed  of  the  induction 
cylinder.  This  increase  of  cm-rent  for  low  speeds  is  more 
than  proportional  to  the  speed;  afterwards  it  becomes  pro- 
portional, and  for  high  speeds  the  increase  of  current  is  less 
than  proportional  to  the  speed.  The  current  has,  however, 
no  maximum  for  any  speed,  but  reaches  its  greatest  value  at 
an  infinite  speed.  This  same  law,  as  the  total  resistance 
in  circuit  is  supposed  to  be  constant,  of  course  holds  good  also 
for  the  electro-motive  force  of  the  dynamo-electric  machine. 

Influence  of  external  resistance. — Keeping  the  .speed  con- 
stant, the  electro-motive  force  of  any  dynamo-electric  machine 
decreases  rapidly  with  increase  of  external  resistance.  This 
decrease  is  more  rapid  the  smaller  the  internal  resistance  of 
the  dynamo-electric  machine  is  made.  Hence  the  cum 
must  decrease  much  more  rapidly  than  proportionally  to  the 
total  resistance  in  circuit.  As  in  the  case  of  Bpeed,  the 
electro-motive  force  has  no  maximum  for  a  certain  external 
resistance,  but  approaches  permanently  its  greatest  value  for 
an  external  resistance  equal  nil.  It  appears  that  the  function 
which  connects  E.M.F.  and  speed  is  the  same  as  that  which 
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connects  E.M.F.  and  external  resistance.  We  have  only  to 
substitute  for  speed  the  inverse  of  resistance,  and  vice  versa. 

Maximum  work  by  a  current  in  the  resistance  r. — As  the 
current  decreases  much  more  rapidly  than  the  total  resistance 
in  circuit  increases,  this  resistance  r  should  invariably  be 
made  smaller  than  the  remaining  resistance  of  the  circuit, 
i.e.  smaller  than  the  internal  resistance  of  dynamo-electric 
machines  plus  resistance  of  leading  wires. 

The  electro-motive  force  of  a  dynamo-electric  machine  as 
a  function  of  the  resistance  and  speed. — It  appears  that  the 
following  two  formulae  are  most  probably  correct  for  all 
dynamo-electric  machines  if  the  loss  of  current  by  trans- 
mission is  taken  into  account : — 


I      e 


E  the  E.M.F.,  m  the  internal  resistance,  and  r  the  external 
resistance,  including  resistance  of  leading  wire,  k  and  a  are 
independent  of  m  and  r,  and  are  functions  of  the  speed  of  the 
induction  cylinder,  and  contain  also  the  construction  co- 
efficients,   e  is  the  basis  of  the  natural  logarithm.    Further — 


E'=k' 


E'  the  E.M.F.,  and  v  the  speed  of  the  induction  cylinder. 
k  and  a  are  independent  of  v,  and  are  functions  of  m  and  r 
only.  These  two  functions,  E  and  E',  correspond  to  all  the 
characteristics  of  the  curves  found  by  experiment,  and  they 
also  fulfil  the  limit  conditions. 

Eesistance  and  electro -motive  force  of  the  electric  arc. — 
There  appears  to  be  no  doubt  that  an  appreciable  E.M.F.  in 
the  arc  is  established,  which  acts  in  opposite  direction  to  the 
electro -motive  force  of  the  dynamo-electric  machine.  This 
E.M.F.  of  the  arc  increases  with  the  current  passing  through 
the  arc.  The  resistance  of  the  arc  for  constant  length  is 
also  a  function  of  the  current  passing  through  it,  i.e.  the 


MATHEMATICAL    CONSIDERATIONS. 


L65 


tance  of  the  arc  di  with  the  current   (see  the 

following  table)  : — 


Current  in 
Web 

nice  of  the 
Arc  in  B.TJ. 

E.M.F.  of  the 
Arc  in  \ 

28-81 
2387 
1G-27 

001 
1-97 

202 
1-91 
L-86 

The  E.M.F.  in  an  electric  arc,  opposite  to  the  electro- 
motive force  of  the  dynamo-electric  machine,  constitutes 
another  reason  against  the  unlimited  divisibility  of  the 
electric  light. 

Regularity  of  the  production  of  currents  by  dynamo- 
electric  machines  at  different  periods. — If  the  brushes  are  well 
set,  and  if  they  are  placed  as  nearly  as  possible  in  the  neutral 
line  of  the  commutator,  the  production  of  current  is  perfectly 
regular,  and  measurements  taken  through  the  same  external 
resistance  at  the  most  distant  periods  agree  most  perfectly 
with  each  other,  supposing  the  correction  for  variation  in 
speed  and  internal  resistance  to  be  applied.  Disregarding  the 
heating  of  the  dynanio-electric  machine  by  the  current,  the 
time  required  to  arrive  at  dynamic  equilibrium,  i.e.  when 
force  transmitted,  current,  and  magnetism  received  are  con- 
stant, is  very  short  indeed,  especially  for  the  strong  currents, 
which  alone  are  made  use  of  for  lighting. 

Formula  for  controlling  the  test-r<  suits. — As  the  power 
which  is  represented  by  the  measured  current  working  through 
a  given  resistance  can  never  exceed  the  original  power  trans- 
mitted to  the  machine,  we  can,  from  current,  r<  sistance,  and 
force  measurements,  frame  a  formula  which  checks  the  pro- 
bability of  the  results.     This  formula  is  : — 

r  +  m 

W   is   the    total   power   consumed   by   any   dynamo-electric 
machine  when  producing  the  observed  current  C  in  a  circuit 
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of  resistance  r  +  m;  w'  is  the  power  consumed  by  the 
dynamo-electric  machine  when  producing  no  current  (i.e. 
driven  empty,  circuit  open,  external  resistance  infinite) ;  r  is 
the  external  resistance,  and  m  the  internal  resistance.  In  the 
above  formula  C  is  in  webers,  W  and  w'  in  meg-ergs*  per 
second,  and  r  and  m  in  Siemens'  units.  Of  late,  exaggerated 
statements  of  the  performance  of  dynanio-electric  machines 
have  been  made,  the  absurdity  of  which  would  have  become 
evident  at  once  if  the  above  formula  had  been  applied  as  a 
check  to  the  results. 

Co-efficient  of  transmission. — If  all  the  work  (W— to')  were 
transformed  into  available  current  in  the  external  circuit,  then 

TTT/  / 

— ^j-^~  =  unity,  where  W  is  the  total  work  performed  by  the 

observed  current  in  a  circuit  of  known  resistance.    In  practice 

,      W  -  w' 
it  will  be  found,  however,  that — ^ —  :>  1  (for  many  reasons). 

W  -  w' 

This  expression,  — ™ — ,  is  called  the  co-efficient  of  trans- 
mission, and  designated  by  the  letter  k.  k  is  different  for 
the  different  dynamo-electric  machines  which  have  been  tried, 
and  decreases  with  increase  of  current.  Producing  currents 
above  24  webers,  the  following  average  values  of  k  have  been 
obtained : — 


Name  of  Dynamo- 
electric  Machine. 

K 

Average  Current 
in  Webers. 

C 

A  and  B 
D 

101 
1-12 
1-28 

31-0 
311 
27-9 

w 


Co- efficient  of  efficiency. — e  =  vy/_     , ;  w  is  the  useful  work 

done  in  the  circuit  by  the  current.  As  the  resistance  of  dynamo- 
electric  machines  and  leading  wires  cannot  be  made  nil,  this 

*   The    meg-erg  =  100    nietre-grainme-second    units    of    work  =  10*1926 
grammetres. 


MATHBMAT1  AW/'//,.  167 

Encieni  most  be  always  smaller  than  unit . 

:  — 


N'urac  of  l\vnamo- 
Machine. 

€ 

A 

062 

B 

0  53 

310 

C 

"17 

320 

D 

030 

279 

Eenee  the  dynamo-electric  machine  A  converts  02  per  cent,  of 

the  total  energy  transmitted  into  useful  work,  while  38  per 

cent,  is  lost  in  heating  the  machine.    Dynamo-electric  machine 

]>  eonverts  30  per  cent,  of  the  total  energy  transmitted  into 

useful  work,  and  loses  70  per  cent,  in  heating  its  own  wir 

Practical  mechanical  equivalent  of  the  currents  produced 

\V  —  ic' 
by  dynamo-electric   machines. — >»  =  — - —  ,  where  C  is   the 

C 

current  in  webers.  Above  21  webers  the  different  dynamo- 
electric  machines  produce  the  weber  at  the  following  con- 
sumption of  power  : — Dj-namo-elcctric  machines  A  and  B 
produce  one  weber  at  086*5  meg-ergs  per  second;  dynamo- 
electric  machine  C  produces  one  weber  at  736  meg-ergs  per 
second ;  dynamo-electrie  machine  D  produces  one  weber  at 
920  meg-ergs  per  second. 

Regularity  of  the  electric  light. — If  the  resistance  external 
to  the  dynamo-electric  machine  is  represented  by  the  resist- 
ance of  the  arc  only,  i.e.  resistance  of  leading  wires  equal  nil, 
then  although  the  light  is  naturally  the  most  powerful,  it  is 
the  least  steady,  since  any  variation  of  the  resistance  of  the 
arc  has  then  evidently  the  largest  influence  on  the  current  and 
on  the  light.  By  connecting  across  the  electro-magnet  of  an 
electric  lamp  another  electro-magnet  which  acts  as  a  shunt. 
and  adjusting  the  two  electro-magnets  in  such  a  manner  that 
they  produce  equal  extra  currents  when  variations  in  the 
primary  current  take  place,  the  regularity  of  the  working  of  the 
lamp  is  greatiy  enhanced.    An  electro-static  shunt  will  have 
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a  similar  effect.     For  strong  lights  or  strong  currents,  the 
electro-magnetic  shunt  is  best ;  for  weak  lights  or  weak  currents 
the   electro -static  shunt  is  best.     The  lamp  should  be  con- 
structed mechanically  so  well  and  delicately  that  the  carbon 
points  run  together  with  a  minimum  tension  of  the  spring  of 
the  lamp.     When  making  photometric  measurements,  to  get 
more  trustworthy  results,  it  is  best  to  use  a  flat  carbon  (two  to 
three  millimetres  thick)  as  the  positive  electrode,  and  a  carbon 
of  the  usual  form  as  the  negative  electrode.     The  light  is  to  be 
observed  in  a  line  normal  to  the  flat  surface  of  upper  carbon, 
and  passing  through  the  centre  of  the  arc.     In  this  manner 
the  largest  quantity  of  total  light  produced  is  measured,  and, 
moreover,  the  ratio  between  total  and  external  light  is  more 
constant.     The   lower   carbon   should  be  invariably  of  less 
section  than  the  upper  carbon.     Further,  when  producing  the 
light  by  a  short  arc,  which  it  is  always  advisable  to  do,  the 
lower  carbon  should  be  natural  carbon.    "When  the  arc  is  long, 
the  flame  by  combustion  of  the  carbons  is  large.    This  appears 
to  be  due  to  the  fact  that  for  a  long  arc  the  vacuum  formed 
round  the  carbon  points  by  expansion  of  the  air  by  heat  is 
less   complete  than  in  an  arc  of  shorter  length.     The  con- 
sumption of  the  carbon  points  is  due  more  to  combustion  than 
to  disintegration.     The  incandescent  part  of  the  carbon  points 
has  so  much  more  intensity  of  light  than  the  flame  that  the 
latter  causes  a  shadow.     The  hissing  noise  produced  by  the 
electric  arc  is  due  to  the  formation  of  a  vacuum  round  the  in- 
candescent carbon  points.     The  noise  is  much  stronger  in  a 
short  than  in  a  long  arc.     It  may  also  be  due  in  part  to  the 
disintegration  of  the  carbon  points.     The  noise  of  the  electric 
light  in  a  quiet  room  is  simply  unbearable.     This  speaks  only 
against  the  use  of  the  electric  light  for  domestic  purposes. 

There  can  be  no  doubt  that  one  length  of  arc  is  best  under 
given  circumstances,  considering  both  the  intensity  and  regu- 
larity of  the  light.  The  light  permanently  decreases  with 
length  of  arc,  hence  the  arc  should  be  made  as  short  as 
possible.  This  would,  however,  be  bad  for  the  constancy  of 
the  light,  and  may  also  spoil  the  dynamo-electric  machine. 
Hence  adjust  the  commutator  by  turning  the  brushes  in  the 
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direction  of  the  rotation  until  only  small  Bparks  an  observed. 

It"  this  La  impossible,  make  the  are  longer  by  Lessening  the 

don  of  the  Bpring.     In  this  manner  the  b<  -t  Length  of  arc 

can  be  experimentally  fonnd.    This  would  giv<  the  best  tension 

of  the  spring  at  the  starting-point.  Now  let  the  dynamo- 
electria  machine  ran  for  Bevera]  hours,  and  make  the  -ana- 
experiments,  when  the  best  tension  of  the  Bpring  will  be  found 
somewhat  less.  Take  the  mean  of  the  two  tensions  and  lix 
the  micrometer  -crew. 

Proportionality  of  light  and  current. — Although  the  light 
produced  in  the  arc  must  be  very  nearly  proportional  to  the 
total  energy  consumed  in  the  arc  (minus  the  energ  ided 

in  giving  the  disintegrated  carbon  particles  velocity),  the 
resistance  of  the  arc  decreasing  with  increase  of  current,  it 
follows  that  the  light  cannot  be  proportional  to  the  square  of 
the  current.  If  we  make  the  highly  probable  supposition  that 
the  resistance  of  an  arc  of  constant  length  is  inversely  pro- 
portional to  the  current  which  passes  through,  then  the  light 
produced  would  be  proportional  to  the  cm-rent.  This  appears 
to  be  the  case.  The  conduction  of  the  arc  appears  to  be  due 
to  two  causes,  rarefied  air  and  carbon  particles  flying  in  both 
directions.  Both  causes  would  point  towards  an  inverse 
proportionality  between  current  and  resistance  of  arc. 

A  -  to  the  divisibility  of  the  electric  light,  Mr.  Preece  has 
contributed  to  the  Philosophical  Magazine  a  very  valuable 
paper,  in  which  he  has  simply  extended  the  known  laws  of 
heating  in  the  galvanic  circuit,  with  respect  to  the  application 
to  the  subject  of  lighting  by  electricity.  He  explains  that  the 
theory  of  the  electric  light  cannot  be  brought  absolutely  within 
the  domain  of  quantitative  mathematics,  for  the  reason  that 
we  do  not  yet  know  the  exact  relation  that  exists  between  the 
production  of  heat  and  the  emission  of  light  with  a  given 
current ;  but  we  know  sufficient  to  predicate  that  what  is  true 
for  the  production  of  heat  is  equally  true  for  the  production 
of  light  beyond  certain  limits. 

The  work  done  in  a  battery,  or  any  source  of  current 
electricity,  is  expended  outside  the  battery  in  a  closed  circuit 
in  the  form  of  heat.     When  this   heat   acquires  a  certain 
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temperature  per  unit  mass,  we  have  light.  If  the  heat  be 
confined  to  a  mass  of  metal  wire  like  platinum,  we  have  light 
by  incandescence ;  if  it  be  expended  in  the  transference  of 
minute  particles  of  incandescent  matter  like  carbon  across 
an  air-space,  we  have  the  electric  arc.  The  exact  relations 
between  current,  heat,  temperature,  mass,  and  light  have 
yet  to  be  determined  by  experiment. 

The  arc  is  thus  a  form  of  energy  developed  in  one  point 
of  a  circuit,  which  is  the  exact  equivalent  of  another  form 
of  energy  expended  in  another  point  of  the  circuit.  Thus, 
if  we  produce  light  by  a  galvanic  battery,  it  is  the  equivalent 
of  chemical  work  done  in  the  battery.  If  it  be  produced  by 
a  dynamo-machine  driven  by  a  steam  engine,  it  is  the  equiva- 
lent of  coal  consumed  in  the  furnace.  The  object  to  be 
attained  in  any  economical  utilization  of  this  energy  is  to 
convert  the  greatest  possible  portion  of  it  into  light.  Now, 
the  relations  that  exist  between  the  work  done,  the  current 
flowing,  the  resistances  present,  and  the  heat  developed  are 
easily  demonstrated.  The  work  done,  W,  in  any  circuit 
varies  directly  with  the  electro-motive  force  E  in  that  circuit, 
and  with  the  quantity  of  electricity,  Q,  that  passes  through 
it,  or 

W=EQ; 

but  by  Ohm's  law  the  electro-motive  force  is  equal  to  the 
product  of  the  resistance  E  of  the  circuit  into  the  current 
C  flowing,  or 

E  =  C  E  ; 

and  by  Faraday's  law  the  quantity  of  electricity  passing 
depends  upon  the  strength  of  current  C  and  the  time  it 
Hows,  t,  or 

Q  =  Ct. 
Therefore,  substituting  these  two  values  in  the  above  equation, 
we  get 

W  =  C-  R t ; 
in  which  we  have  what  is  known  as  Joule's  law,  which  gives 
us  the  work  done,  W,  or  its  equivalent,  the  heat  generated, 
H,  in  any  circuit.     By  regarding  the  time  as  constant,  we 
can  put  the  equation 

H  =  C2  R       .       .       .       .       (1) 
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lei  as  take  the  ease  of  a  battery  whose  electro-motive 

B,  and  whose  internal   resistance  is  p.     Lei   the 

stance  of  the  connecting  wires  be  r.    Let  us  also  have 

a  particular  resistance  I,  which  may  be  a  wire  to  be  heated 

to  inoandi  .  or  a  lamp  to  be  lit  by  the  arc;   then  by 

Joule's  law  (1), 

ii    -  C*C  +  '•  +  0; 
but  by  Ohm's  law, 


Confining  our  attention  for  the  present  to  the  heat  gene- 
rated, II,  this  will  he  distributed  throughout  the  circuit;  and 
that  in  the  resistance  I  will  be 

II  x         _1_   =         V':l .         .         (2) 

P  +  t  +  1    o>  +  r  +  iy   _  KJ  _ 

Now,  if  we  suppose  n  resistances  in  circuit  joined  up  in  series, 
then  the  total  heat  generated  will  be 

ff-    -     **  .        •        •        (3) 

0  +  r  +  n  If 

If  we  differentiate  this  fraction  with  respect  to  n  I  and  put 
it  equal  to  nothing,  we  can  find  when  the  heat  generated  in 
these  resistances  becomes  a  maximum ;  that  is, 

whence 

p  +  r  +  nl  =  2nl; 

that  is, 

p  +  r  =  nl; 
or  the  greatest  heat  is  generated  in  the  resistances  when  the 
value  of  the  latter  equals  the  resistances  of  the  rest  of  the 
circuit. 

Let  us  now  assume  the  n  resistances  to  be  connected  up 

in  multiple  arc;    then    the  joint  resistance  Avill   become 
and  the  heat  generated  will  be 

""=> /v        •        •        •        0) 
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and  the  maximum  amount  of  heat  will  occur,  as  before,  when 

11 

Now,  in  the  first  case,  if  the  internal  resistance  of  the 
battery  and  of  the  connecting  wires  be  very  small  compared 
with  n  I,  we  may  neglect  them ;  so  that  by  putting  p  -f-  r  =  0, 
equation  (3)  becomes 

H'  =  -!; 

n  I 

or  the  total  amount  of  heat  generated  in  the  resistances  will 
vary  inversely  as  the  number  of  the  latter  in  circuit. 

In  the  second  case,  we  cannot  neglect  p  +  r  \  for  here  the 

greater  we  make  n,  the  smaller  -  becomes  with  respect  to 

n 

P  +  r ;  so  that  if  eventually  -  becomes  very  small,  we   may 

n 

neglect  it  in  the  denominator  of  the  fraction.     Then 

I 

H" 


E*    n  E-7  .         .         (5) 


(P  +  r)3       n  (P  +  r)2 

so  that  in  this  case  also  the  total  heat  generated  in  the  resist- 
ances will  vary  inversely  as  the  number  of  the  latter  in 
circuit. 

Now,  it  must  be  observed  that  in  each  of  these  cases  the 
total  heat  is  distributed  over  n  resistances  ;  and,  therefore,  as 
compared  with  one  resistance,  the  heat  generated  in  each  is 

only  -2  of  that  generated  in  one.     So  that,  joined  up  either  in 

series  or  in  multiple  arc,  the  heat  generated  in  each  of  a 
number  of  resistances  varies  inversely  as  the  square  of  their 
number. 

With  respect  to  the  light  emitted,  if  the  amount  of  heat 
generated  represented  exactly  the  amount  of  light  emitted, 
then  the  above  equations  would  indicate  the  effects  produced 
by  multiplying  the  lights  or  subdividing  the  current  when  a 
constant  battery  is  employed.  But  this  is  not  so.  The  light 
obtained  is  not  proportional  to  the  heat  generated.  Below 
a  certain  limit  the  production  of  heat  is  not  accompanied 
by  light  at  all.     In  the  case  of  incandescence,  if  the  heat  be 
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distributed  over  two  wires  instead  of  one,  inasmuch  as  the 
mass  to  be  heated  in  the  one  ease  is  double  thai  in  the  other, 
the  actual  temperature  to  which  each  of  the  wires  will  be 
lu  ated  will  be  only  one  quarter  of  that  obtained  with  one  wire, 
and  the  total  light  emitted  will  be  half  what  it  was  before.  In 
the  case  of  the  arc  a  similar  result  probably  takes  place  ;  the 
incandesa  nt  matter,  which  is  heated  by  the  current  and  which 

s  out  the  light,  is  increased  by  the  addition  of  each  lamp, 
and  therefore  diminishes  the  actual  temperature  of  each  arc, 
and  consequently  diminishes  the  light  given  out  in  direct 
proportion  to  the  number  of  lights. 

Moreover,  in  the  are  the  actual  disintegration  of  the  carbons, 
and  the  transference  of  matter  across  the  air-space,  represent 
an  amount  of  work  done  which  must  be  deducted  from  that 
converted  into  heat,  and  which  again  tends  to  diminish  the 
amount  of  light  emitted.  If,  therefore,  the  lamps  be  joined 
up  in  series  or  in  multiple  arc,  the  light  emitted  by  each  lamp 
will  vary  inversely  in  a  greater  ratio  than  the  square  of  the 
number  in  circuit. 

We  have  assumed  E  to  be  constant ;  but  if  the  current  be 
produced  by  a  magneto  or  dynamo-machine  worked  by  a  steam 
engine  consuming  a  given  amount  of  coal  per  unit  time,  E  is 
n  <  longer  constant,  for  it  varies  with  the  resistances  in  the 
circuit.  The  constant  in  this  case  is  the  work  done  in  the 
steam  engine  in  unit  time.  Calling  this  Wi,  the  total  heat 
generated  in  the  circuit  when  the  lamps  arc  joined  up  in  series 
A\ill  be: 

H^WiX      »'  ...       (6) 

p  +  r  +  n  I  y 

and  since  the  light  varies  inversely  as  n,  the  light  emitted 
L,  =  W,  x  — — }    ...        (7) 

and  when  joined  up  in  multiple  arc. 

/ 

I,.  =  W,  x  £ j     ■        •        •        (8) 
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Or  by  putting  p  +  r  =  0  in  equation  (7),  and  -  =  0  in  the 

denominator  of  equation  (8),  we  get 


and 


L,  =  5? 


L,=       W*Z 


(P  +  ')  <^ 

So  that  beyond  certain  limits,  when  the  current  is  produced 
by  a  dynamo-machine,  if  n  lamps  be  joined  up  in  series,  the 

total  light  becomes  diminished  by- ,    and  the  light  emitted  by 

n 

each  lamp  becomes  diminished  by  -=. 

n 

If  they  are  joined  up  in  multiple  arc,  the  total  light  is 
diminished  by  \,  and  the  light  emitted  by  each  lamp  *       ln 

the  latter  case  the  rapid  diminution  in  the  light  emitted  is  due 
to  the  fact  that  the  heat  is  developed  in  the  machine  itself, 
instead  of  in  the  resistances  external  to  it. 

We  have  assumed  Wz  to  be  constant ;  but  this  is  only  the 
case  when  a  certain  limit  is  reached,  and  when  the  velocity  of 
the  rotating  coils  in  the  dynamo -machine  has  attained  a 
maximum.  This  limit  will  vary  with  each  dynamo-machine 
and  each  kind  of  lamp  used.  With  the  Wallace-Farmer 
machine  the  limit  appears  to  be  reached  when  six  lamps  are 
connected  up  in  series  ;  with  the  Gramme  alternating  machine 
and  Jablochkoff  candles,  the  limit  appears  to  be  five  lamps. 
Beyond  these  limits  the  above  laws  will  be  true.  It  is  this 
partial  success  in  multiplying  the  light  that  has  led  so  many 
sanguine  experimenters  to  anticipate  the  ultimate  possibility 
of  its  extensive  subdivision — a  possibility  which  this  demon- 
stration shows  to  be  hopeless,  and  which  experiment  has  proved 
to  be  fallacious.* 

In  the  reduction  of  results,  the  following  equational  numbers 
will  be  found  of  use  : — 

1  standard  candle  =  \  cubic  foot  of  gas  per  hour. 

*  Vide  p.  62. 
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1  cubic  foot  of  coal  gas  it  units  (lbs.  water  1. 

I    Fahrenheit). 

The  Franklin  Institute  experim  i  880  candles  =  1 

h.-p.  force  expended.     Thirty-eight  per  cent,  of  total  power  in 
the  circuit  appean  d  in  the  arc. 

1  h.-p.  =  1.980,000  foot-pounds  per  hour. 

1  heat  unit  =  772  foot-pounds  =  0*252  caloric. 

refore,    1   h.-p.  =  2566  units  of  heat  per  hour,   and 

p  =  6f  units  of  heat  per  candle  of  light. 

1  lb.  gas  coal  produces  4  cubic  feet  of  gas,  0*85  lb. 
coke,  and  0*05  lb.  gas  tar.     In  the  pound  of  gas  coal  ther< 
15,000  units  of  heat;  in  the  coke  13,000,  and  in  the  gas  tar 
20,000,  units  of  heat. 

The  power  expended  by  a  d3-namo-niachiiu-  producing  the 
light  of  one  sperm  candle  is  about  equivalent  to  90  lbs.  tailing 
through  one  foot  in  one  minute. 

1  foot-pound  =  0-1380  kilogrammetre. 
'  1  calorie  (kilogramme  of  water  heated  1   Centrigrade)  =    124 
kilogrammetres  =  3'9683  heat  units  (Fahrenheit^ 

1  kilogrammetre  =  7"2331  foot-pounds. 
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CHAPTER   VIII. 
ELECTEIC   REGULATORS. 

The  term  "regulator,"  derived  from  the  French  term  regu- 
latcur,  has  been  very  generally  applied  to  the  apparatus 
we  have  described  as  electric  lamps.  The  term  arose  from 
the  regulating  mechanism  employed  in  these  lamps  to  main- 
tain a  due  distance  between  the  carbon  points. 

We  have  reserved  the  term  "regulator"  to  be  applied  to  the 
apparatus  devised  for  the  maintenance  of  a  constant  strength 
of  current  in  any  electrical  circuit.  In  all  applications  of  elec- 
tricity to  lighting  purposes,  it  is  of  the  greatest  importance 
that  the  strength  of  current  in  any  of  the  circuits  should 
be  maintained  uniform,  so  that  the  adjacent  circuits  in  con- 
nection from  the  same  source  may  not  receive  too  much  nou 
too  little  current. 

Jacobi  appears  to  have  devised  the  first  electric  regulator. 
It  consisted  of  a  magnetized  needle,  pivoted,  and  surrounded 
by  a  coil  of  wire,  so  arranged  in  connection  with  a  trough  of 
liquid  that  increase  in  the  deflection  of  the  needle  produced 
by  the  current,  introduced  a  greater  length  of'  liquid  into  the 
circuit.  This  regulator  was  impracticable,  on  account  of  the 
variations  introduced  by  polarizations  of  the  electrodes  dipping 
into  the  liquid,  and  is  evidently  inapplicable  to  such  enormous 
currents  as  occur  in  the  circuit  of  a  dynanio-electric  machine. 

Staite  and  Edwards,  those  really  wonderful  electricians, 
who  were  so  much  in  advance  of  their  time  in  their  electrical 
inventions,  have  patented  several  forms  of  electric  regulators, 
in  which  the  height  of  a  column  of  mercury  is  regulated  by 
the  greater  or  less  suction  exerted  by  a  magnetic  bobbin  upon 
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in  iron  float  or  piston,  the  mercury  being  included  in  the 
circuit  between  one  end  of  the  bobbin  and  a  long  platinum 
electrode  dipping  into  the  other  end  of  the  mercurial  column. 

In  another  form,  the  expansion  of  a  platinum  wire  oa 
the  movement  of  a  lever  having  Bomething  like  hyperbolic 
curvature.  This  Lever  worked  upon  a  helix  of  insulated  wire, 
ha  red  in  a  line  parallel  to  the  axis  of  the  helix,  where  the  lever 
touched;  so  that  the  greater  the  expansion  of  the  platinum 
wire,  the  more  the  lever  was  raised  and  the  larger  the  number 
of  turns  of  wire  introduced  into  the  circuit,  and  vice  versa. 

This  idea,  as  well  as  that  of  the  lamp  hy  the  same 
inventors,  introduced  to-day,  would  be  even  now  considered 
as  applications  of  the  highest  order  in  physical  science.     Con- 

ring  that  these  inventions  are  more  than  twenty  years 
old,  certain  objectors  to  the  fact  of  progress  in  the  application 
of  electrical  laws  have  at  least  some  ground  for  what  they 
advance. 

Lontin  appears  to  have  been  the  first  to  make  practical 
application  of  the  expansion  of  metals  under  the  heat  generated 
in  them  by  the  passage  of  the  current.  He  passed  the  current 
through  the  double  metallic  band  of  a  Breguet  or  metal 
thermometer,  one  end  of  which  was  fixed,  and  the  other 
attached  to  a  helix  of  wire,  the  convolutions  of  which  it 
short-circuited  when  the  current  was  weakened.  This  regu- 
lator was  sluggish  in  its  action,  because  the  short-circuiting 
took  place  by  the  movement  or  pressure  of  the  coils  of  the 
helix  upon  each  other  laterally  to  the  axis  of  the  wire,  and 
directly  with  respect  to  the  axis  of  the  helix. 

It  has  been  pointed  out  that  the  essential  principle  of  all 
good  governors,  whether  of  steam  engines  or  electric  currents, 
is  that  the  slightest  change  in  the  thing  to  be  controlled  pro- 
duces considerable  variation  in  the  supply  of  energy. 

The  idea  of  employing  the  Btretching  of  a  wire  by  the 
heating  of  the  current  passing  through  it  was  also  suggested 
by  the  early  contrivers  of  electric  lamps  as  a  simple  means  of 
regulating  the  distance  between  the  carbons,  and  it  has  the 
advantage  that,  as  the  heat  produced  per  second  is  propor- 
tional to  the  square  of  the  current  flowing  through  it,  a  very 
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slight  change  in  the  current  will  produce  a  considerable  varia- 
tion in  the  quantity  of  heat  produced  per  second,  and  there- 
fore in  the  temperature,  if  the  mass  of  the  substance  to  be 
heated  is  very  small.  On  the  other  hand,  when  the  current 
diminishes  in  strength,  it  is  necessary  that  the  temperature  of 
the  heated  substance  should  immediately  fall;  this  requires 
considerable  radiating  surface.  These  conditions  Dr.  Siemens 
has  attempted  to  fulfil  in  the  following  instrument  (Fig.  86). 


Fig.  86. 


A  B  C  is  a  vertical  band  of  metal  not  more  that  two-thousandths 
of  an  inch  thick,  passing  over  the  roller  B,  one  end  of  the  band 
being  fixed  to  the  roller  A,  and  the  other,  C,  to  the  short  end 
of  a  lever,  CDEP,  turning  on  a  pivot,  D.  When  by  turn- 
ing the  pinion  P  the  thin  metallic  band  is  tightened,  the  upper 
end,  F,  of  the  lever  C  D  E  F  is  pressed  against  the  movable 
metallic  terminals,  T,  of  the  resistance  coils,  the  result  is 
these  are  pushed  out  of  the  vertical  and  pressed  together,  and 
all  the  coils  are  short-circuited.  If  now  a  current,  entering 
at  A  and  leaving  at  N,  passes  through  the  vertical  metallic 
strip  ABC,  the  lever  CDEF,  and  the  terminals  T  T  T,  it 
heats  the  strip,  which  consequently  expands  and  diminishes 
the  pressure  of  F  on  T ;  some  of  the  terminals,  therefore, 
separate  from  one  another,  and  some  of  the  resistance  coils 
are  introduced  into  circuit.    In  the  figure  six  are  shown  short- 
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circuited  and  three  in  circuit.     Resistance  will  be  thus  auto- 
matically introduced.     To  provide  against  accidental  chai 
in  the  radiating  power  of  the  strip,  produced  by  currenl 
air.  the  portion  A  B  ('  is  placed  ander  a  glass  cover.    In  some 
trials  made  with  this  instrument  before  the  Royal  Society,  it 
was  shown  that  the  interposition  of  ;i  certain  r<  sistance  into 
the  circuit  only  altered  the  deflection  of  a  tangent  galvano- 
meter from  40"  to  39*5'  when  the  regulator  was  emplo; 
whereas  without   it   the  in- 
Bertion   of   the  same    extra-  foO  )e 

itance  diminished 
the  deflection  from  GO"  to 
40  . 

Fig.  87  is  another  form 
of  governor  proposed  by 
Dr.  Siemens.  The  wire 
A  B  is  stretched  until  the  lever  C  D  E,  turning  on  the 
pivot  D,  produces  sufficient  pressure  on  a  pile  of  Edison 
carbon-discs  in  the  glass  tube  G.  This  pressure  becomes 
less,  and  the  resistance  of  the  carbons  becomes  greater,  the 
more  the  wire  stretches  by  heating  with  the  cm-rent  passing 
through  it  and  through  the  carbon  discs ;  the  stronger,  there- 
fore, the  current,  the  greater  is  the  resistance  opposed  to  it, 
and  equilibrium  is  maintained. 

The  principle  of  this  apparatus  has  been  described  by  the 
inventor  in  a  paper  read  before  the  Royal  Society,  January 
30,  1879  :— 

'"It  is  well  known  that  when  an  electric  current  passes 
through  a  conductor,  heat  is  generated,  which,  according  to 
Joule,  is  proportionate  in  amount  to  the  resistance  of  the  con- 
ductor, and  to  the  square  of  the  cm-rent  which  passes  through 
it  in  a  unit  of  time,  or  H  =  C'2  R.  The  most  essential  part  of 
the  instrument  is  a  strip  of  copper,  iron,  or  other  metal,  rolled 

•  mely  thin,  through  which  the  current  to  be  regulated  has 
to  pass  as  described.  Suppose  that  the  current  intended  to 
be  passed  through  the  instrument  i-  capable  of  maintaining 
the  sensitive  strip  at  a  temperature  of  say  Co  ('.,  and  that 
a  sudden  increase  of  current  tale-;  place  in  consequence  either 
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of  an  augmentation  of  the  supply  of  electricity  or  of  a  change 
in  the  extraneous  resistance  to  be  overcome.  The  result  will 
be  an  augmentation  of  temperature,  which  will  continue  until 
a  new  equilibrium  between  the  heat  supplied  and  that  lost  by 
radiation  is  effected.  If  the  strip  is  made  of  metal  of  high 
conductivity,  such  as  copper  or  silver,  and  is  rolled  down  to  a 
thickness  not  exceeding  0*06  millimetres,  its  capacity  for  heat 
is  exceedingly  small,  and,  its  surface  being  relatively  very  great, 
the  new  equilibrium  between  the  supply  of  heat  and  its  loss 
by  radiation  is  effected  almost  instantaneously.  But,  with  the 
increase  of  temperature,  the  position  of  the  regulating  lever 
is  simultaneously  affected,  causing  one  or  more  contacts  to  be 
liberated,  and  as  many  additional  resistance  coils  to  be  thrown 
into  circuit ;  the  result  being  that  the  temperature  of  the  strip 
varies  only  between  very  narrow  limits,  and  that  the  current 
itself  is  rendered  very  uniform,  notwithstanding  considerable 
variation  in  its  force,  or  in  the  resistance  of  the  lamp,  or 
other  extraneous  resistance  which  it  is  intended  to  regulate. 

"It  might  appear  at  first  sight  that,  in  dealing  with  power- 
ful currents,  the  breaking  of  contacts  would  cause  serious 
inconvenience,  in  consequence  of  the  discharge  of  extra  current 
between  the  points  of  contact.  But  no  such  discharges  of  any 
importance  actually  take  place,  because  the  metallic  continuity 
of  the  circuit  is  never  broken,  and  each  contact  serves  only  to 
diminish  to  some  extent  the  resistance  of  the  regulating 
rheostat.  The  resistance  coils,  by  which  adjoining  contact- 
springs  are  connected,  may  be  readily  changed,  so  as  to  suit 
particular  cases ;  they  are  made,  by  preference,  of  naked  wire, 
in  order  to  expose  the  entire  surface  to  the  cooling  action  of 
the  atmosphere. 

"  The  apparatus  first  described  may  be  adapted  also  for 
the  measurement  of  powerful  electric  currents.  The  variable 
rheostat  is  in  this  case  dispensed  with,  and  the  lever  carries 
at  its  end  a  pencil,  pressing  with  its  point  upon  a  strip  of  paper 
drawn  under  it,  in  a  parallel  direction  with  the  lever,  by  means 
of  clockwork.  A  second  fixed  pencil  draws  a  second  or  datum 
line  upon  the  strip,  so  adjusted  that  the  lines  drawn  by  the 
two  pencils  coincide  when  no  current  is  passing  through  the 
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utive  strip.  The  passagi  of  a  current  through  the  Btrip 
immediately  causes  the  penci]  attached  to  the  lever  to  move 
away  from  the  datum  line,  and  the  distance  between  the  two 
lines  represents  the  temperature  of  the  strip.  This  tempera- 
ture depends,  in  the  first  place,  apon  the  amount  of  current 
passing  through  the  strip,  and  in  the  second  place,  upon  the 
loss  of  heat  by  radiation  from  the  strip,  which  two  quantities 
balance  one  another  during  any  interval  that  the  current 
remain-  constant. 

••  [f  ('  is  the  current  before  increase  of  temperature  has 
taken  place,  R  the  resistance  of  the  conductor  at  the  external 
temperature  T,  II  the  heat  generated  per  unit  of  time  at  the 
commencement  of  the  flow,  li'  the  resistance  and  H'  the  heat 
when  tin  temperature  T  and  the  current  C  have  been  attained  ; 
then,  by  the  law  of  Joule,  H'  =  K'  C'2.  But,  inasmuch  as  the 
radiation  during  the  interval  of  constant  current  and  tempera- 
ture is  equal  to  the  supply  of  heat  during  the  same  interval, 
we  have,  by  the  law  of  Dulong  and  Petit,  H'  =  (T  —  T)  S,  in 
which  S  is  the  radiating  surface.     Then  R'  C 2  =  (T'  -  T)  S, 

C2  =  (T'  -  T)  8.    But  T'  -  T  represents  the  expansion  of  the 
R' 

strip  or  movement  of  the  pencil  m,  and  considering  that  the 

electrical  resistance  of  the  conductor  varies  as  its  absolute 

temperature  (which,  upon  the  Centigrade  scale,  is  274°  below 

the    zero  Centigrade)   according  to  a  law  first  expressed  by 

Ilelmholtz,  and   that  we  are  only  here  dealing  with  a  few 

degrees'  difference  of  temperature,  no  sensible  error  will  be 

committed  in  putting  the  value  of  R  for  R',  and  we  have  the 

condition  of  ecmilibrium  C2  =  m  '■ 

,.c=^.     .     .     •     0) 

or,  in  words,  the  current  varies  as  the  square  root  of  the 
difference  of  temperature  or  ordinates.  For  any  other  con- 
dition of  temperature  T"  we  have  C "2  =  g  (T"-T). 

.-.C"=  n/1s{(T"-t), 
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s 


T')-|;  but 


and  (C"2  -  C'2)  =  (T"  -T-T'xT)^=  (T" 

for  small  differences  of  C"  and  C  we  may  put  (C"2  -  C'2)  = 
2  C"  (C"  —  C) ;  that  is  to  say,  small  variations  of  current  will 
be  proportional  to  the  variation  in  the  temperature  of  the 
strip. 

"  In  order  to  facilitate  the  process  of  determining  the  value 
of  a  diagram  in  webers  or  other  units  of  current,  it  is  only 
necessary,  if  the  variations  are  not  excessive,  to  average  the 
ordinates,  and  to  determine  their  value  by  equation  (1),  or 
from  a  table  prepared  for  that  purpose.  The  error  committed 
in  taking  the  average  ordinate  instead  of  the  absolute  ordinates 
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when  the  current  varies  between  small  limits,  is  evidently 
small,  the  variation  of  the  ordinates  above  their  mean  value 
averaging  the  variations  below  the  same. 

"  The  thin  sensitive  conductor  may  thus  be  utilized  either 
to  restrict  the  amount  of  electricity  flowing  through  a  branch 
circuit,  within  certain  narrow  limits,  or  to  produce  a  record  of 
the  amount  of  current  passed  through  a  circuit  in  any  given 
time." 

An  example  of  another  form  of  regulator  is  shown  in 
Fig.  88.  This  apparatus,  issued  with  the  Siemens  machine, 
is  intended  to  introduce  into  the  circuit  a  resistance  equal  to 
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that  of  the  lamp,  should  the  latter  be  extinguished.  It  con- 
sists of  s  resistance  coil,  W,  equal  to  the  arc  in  value,  imm< 
in  water  in  a  small  tank  formed  in  the  base  plate.  An  electro- 
magnet, E,  when  the  current  is  passing,  attracts  an  armature, 
a  ;  when  uo  current  is  circulating  in  the  coils  of  the  electro- 
magnet, a  spring,  /.  draws  the  armature  against  a  contact- 
piece,  e.  Under  the  normal  conditions  of  the  action  of  the 
lamp,  the  magnet  draws  the  armature  away  from  the  contact- 
piece  ;  when  the  current  ceases,  the  Bpring  returns  the  arma- 
ture to  the  Btop  completing  circuit  through  the  coil  of  resist- 
ance, W.  The  resistance  of  the  circuit  is  by  this  means 
maintained  sufficiently  constant  to  prevent  racing  of  the  motor, 
and  influence  upon   other   lights  in  circuit.     The  apparatus 

-  not  appear  to  be  much  used  in  practice. 

A  somewhat  similar  device  has  been  described  as  existing 
in  the  base  of  the  Rapieff  lamp. 
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CHAPTER  IX. 
COMMERCIAL   ASPECT   OF   ELECTRIC   LIGHTING. 

The  success  of  the  electric  light  from  a  commercial  point 
of  view  infers  that  not  only  must  the  system  of  lighting  be 
practicable,  but  it  must  as  well  be  practicable  with  economy. 
It  must  be  produced  cheaper  than  existing  lighting,  or  its 
greater  expense  must  be  balanced  by  other  advantages.  In 
estimating  the  true  commercial  position  of  the  electric  system 
of  lighting,  the  estimator  is  in  a  position  of  great  difficulty. 
He  is  called  upon,  in  some  instances,  to  form  an  opinion  based 
upon  public  exhibitions  of  one  peculiar  system,  because  with 
other  systems  the  trials  have  not  taken  place  upon  a  similarly 
extensive  scale.  This  system  is  acknowledged  to  be  the 
most  costly  mode  of  lighting  by  electricity,  yet  has  been 
most  adopted,  partly,  we  may  suppose,  from  want  of  energy 
of  the  supporters  of  other  systems,  and  a  certain  regard  for 
first  cost.  Numerous  reports  have  been  published  as  to 
the  advantages  and  disadvantages  of  electric  lighting.  Dis- 
missing those  most  strongly  biased  against — describing  the 
electric  light  as  "  artificial,"  and  predicting  its  speedy 
extinction — and  accepting  the  details  given  by  manufacturers 
with  every  reserve,  the  conclusion  most  likely  to  occur  to 
the  investigator  who  is  merely  seeking  a  superior  system 
of  illumination  is,  that  the  conditions  under  which  the 
electric  light  has  been  produced  are  so  variable  as  to  render 
an  ipse  dixit  impossible.  Its  commercial  practicability  is, 
in  fact,  entirely  dependent  upon  circumstances. 

It  is  required  to  light  a  large  space,  with  no  partitions 
or    subdivisions ;    then,   under    any    circumstances,    electric 
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lighting  is  cheaper  than  gas  lighting,  and  the  cost  will  vary 
from  one-half  to  one-twentieth  of  the  latter  Bystem.  I 
divided  spaces  of  certain  dimensions,  as  stores,  shops,  and 
manufactories  of  a  general  character,  the  economy  of  lighting 
by  electricity  will  depend  upon  the  power  of  the  light  required. 
Where  a  20-candle  hurner  is  sufficient  in  a  Bingle  apartment, 
gas  lighting  is  the  cheaper  system;  but  where  100  candle- 
power  is  required,  advantages  are  as  much  more  in  favour 
of  electric  lighting. 

Special  manufactures  and  trades  in  which  an  equivalent 
to  daylight  is  necessary  to  distinguish  colours,  as  in  silk-mills, 
drapers'  Bhops,  dyers'  establishments,  colour  works,  determine 
other  conditions,  and  the  electric  light  has  then  no  competitor. 
It  is  a  substitute  for  daylight,  and  enables  the  manufacturer 
to  double  his  hours  of  work,  or  to  work  continuously,  thereby 
doubling  his  production  with  the  same  plant.  Upon  this 
special  basis,  no  other  system  of  lighting  can  compete  with 
electric  lighting.  For  theatrical  and  other  displays,  there 
is  again  a  wide  and  special  field. 

For  street  lighting,  it  may  be  considered  that  the  question 
has  still  to  be  solved.  Only  a  special  system  has  been 
adopted  either  in  Paris  or  in  London,  and  this  system  has, 
in  comparison  with  other  systems,  given  results  that  may  be 
regarded  as  unfavourable  to  electric  lighting.  It  is,  however, 
much  to  be  deplored  that  so  numerous  corporate  bodies  have 
not  taken  the  advice  of  independent  electricians,  and  placed 
the  various  systems  proposed  for  public  lighting  under  more 
direct  competitive  trial. 

Every  one  knows  that  the  monetary  interests  connected 
with  gas  lighting  are  very  great  and  highly  important,  and 
that  a  very  large  portion  of  the  investing  public,  who  have 
taken  shares  in  companies  supplying  gas,  would  be  more 
inconvenienced  by  depreciation  of  their  property  than  they 
would  gain  by  the  immediate  introduction  of  a  superior  system 
of  lighting.  Hence  there  is  considerably  more  direct  sympathy 
with  existing  systems  of  lighting  than  with  the  introduction 
of  novel  Bystems,  that  might  depreciate  the  value  of  present 
property,  and  not  themselves,  consequently,  offer  so  profitable 
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an  investment.  Besides  this,  public  opinion  is  vastly  con- 
servative, as  well  as  prone  to  exaggerate  probabilities.  Not 
very  many  years  ago,  the  introduction  of  railways  was  thought 
likely  to  end  in  the  extermination  of  the  horse.  Railways  and 
cornfields  could  not  co-exist.  The  sellers  of  oil  protested  against 
the  introduction  of  gas,  as  strongly  as  the  sellers  of  gas  protest 
against  the  electric  light.  Gas  was  unhealthy,  dangerous  ; 
it  would  undermine  and  blow  up  London ;  it  was  the  idea  of 
a  madman,  and  could  never  be  forced  through  a  mile  of  tubes. 
It  is  needless  to  say  that  more  horses  exist  now  than  in  the 
palmiest  days  of  coaching;  our  rail  tracks  pass  through  the 
most  magnificent  fields  of  corn ;  more  oil  is  sold  than  ever  was 
produced ;  that  the  mileage  of  piping  conveying  gas  through 
London  is  counted  by  the  thousands,  and  that,  chimerical  and 
dangerous  as  gas  lighting  ever  appeared,  the  system  has 
met  with  universal  adoption. 

It  is  quoted  against  electric  lighting  that,  although  it  has 
been  known  for  more  than  30  years,  it  has  not  been  adopted 
generally.  The  manufacture  of  gas  was  known  in  the  labora- 
tory for  a  much  longer  period  prior  to  its  introduction,  and 
lighting  by  natural  gas  actually  existed  in  several  foreign 
countries  more  than  200  years  before  its  artificial  adoption. 

That  electric  lighting  has  not  progressed  will  be  proved 
untrue  by  comparing  the  following  cost  in  1857  in  France, 
then  the  centre  of  chemical  science,  with  subsequent  state- 
ments. The  lamp,  one  of  Lacassagne  and  Thiers,  was  fed 
by  60  Bunsen  cells,  and  was  worked  for  100  hours: — 


Substance. 


Zinc     ... 

Sulphuric  acid    . . . 
Nitric  ,, 

Mercury 
Purified  carbon  . . . 

Total 


Consumption 
in  100  hoxirs. 


72  -00  kilos. 
154-00      „ 
247-00      „ 

950     „ 

6'61  metres. 


Cost  per 

hour. 

Actual  Cost. 

0-75  francs. 

80  francs  per  100  kilos. 

037 

j» 

12 

)>                   >> 

1-73 

„ 

56 

»                  >> 

0-50 

„ 

650 

,.                  » 

020 

?> 

25 

>>                  j  » 

3-55 


M.  Becquerel  had  previously  determined  the  cost  to  be 
three  francs  per  hour. 
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Le  Bottx  lias  prepared  the  following  estimate  of  th< 
of  working  an  Alliance  machine,  producing  L000  candle-power 
light,  for  five  hoars  daily: — 

With  Bpecial  mot.  >r : 


Interest  :ii   10  per  cent  upon  12,000  francs,  first  cost 

1        ,50  kilos,  .n    l'i  francs 

81  >ker 

Carbons 

Oil  and  sundries 

•  per  day 

The  motor  used  for  other  purpose  -  ; 

Interest  on  9000  francs  at  10  per  cent. 

.  i^'»  kilos. 
Carbons 
Oil  and  sundries 


3-35 
2-00 
5-00 
1-80 
0-70 

12-86 


Francs. 

0.80 
1-80 
0-40 


Cost  per  day 

With  500  hours'  lighting  a  j'ear,  the  cost  is  4*30  francs  and 
3'0  francs  per  hour  respectively. 

If.  Fontaine  deduces  the  cost  of  lighting  with  the  Gramme 
machine  to  the  end  of  the  year  1877,  and  shows  that  to  this 
date  the  Gramme  machine  yields  a  light 

75  times  less  expensive  tban  that  from  wax  candles. 
55  ,,  „  ,,  stearine  candles. 

16  „  „  „  colza  nil. 

1 L  „  „  „  gas  at  0"30  franc  per  cubic  metre. 

„  „  „  gas  at  0'15  franc         „  „ 

Under  the  most  favourable  conditions,  this  light  is 

300  times  less  expensive  than  that  from  wax  candles. 

„  „  ,,  stearine  candles. 

„  „  „  i  oil. 

40  „  „  „  is  at  0'30  franc  per  cubic  metre. 

„  „  „  gas  at  0"15  franc         ,,  „ 

M.  Fontaine  also  gives  the  following  tabulated  comparison 

of  cost  of  various  lights  : — 
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Quantity 

burnt 
per  hour. 


Purified  colza  oil... 
Neutral  Allaire  oil 
Shale  oil    ... 
Petroleum  oil 
Tallow  candle 
Wax  candle 
Stearine  candle    ... 
Voltaic  battery     ... 
"Alliance"  machine 
"Alliance"  machine 

Oil  gas 


grammes 
42 
39 
36 
30 
83 
66 


litres. 
140 


Oil  gas 
Oil  gas 

Oil  gas 

Gramme    machine  1 

(new  type)  / 

Gramme    machine  \ 

(new  type  /i 

Gramme    machine  V, 

(new  type)  Ji 

Gramme    machine  \\ 

(new  type)  / 


n^i I    Cost  for 

Cost  per  400Q 


burner 
per  hour 


francs. 

0-07 

0-06 

0-0468 

0-054 

0141 

0-33 

0-246 

0-06 

0-024 

0-007 

0-029 

0025 

0-050 

0-046 

00042 

00016 

0-004 

00011 


burners 
per  hour. 


Observations. 


francs. 

28-00 

2400 

18-72 

21-60 

56-40 

132-00 

98-40 

24-00 

9-00 

2-80 

11-60 

10-00 

20-00 

17-80 

1-7 

056 

1-60 

0-44 


»M 


Price  per  kilog.  l-70  francs. 

„             „         1*55  „ 

130  „ 

1-80  „ 

1-70  „ 
5-0 

30  „ 

For  500  hours  per  year. 
For  4000  hours  per  year. 

J  At  0-15  franc  per  cubic  metre  : 
\     500  hours  per  yard. 
/At  0-15  franc  per  cubic  metre  : 
\     4000  hours  per  yard. 
(AtO'30  franc  per  cubic  metre  : 
\     500  hours  per  year. 
(At  0-30  franc  per  cubic  metre  : 
\     4000  hours  per  year. 
With  steam  motor  :   500  hours 

per  year. 
(With steam  motor:  4000  hours 
i\     per  year. 

(With    hydraulic    power :    500 
j\     hours  per  year. 
/With   hydraulic    power:    4000 
\     hours  per  year. 


Considerable  reduction  has,  however,  been  made  in  the  cost 
of  electric  lighting  since  these  comparatively  experimental 
introductions,  and  the  subsequently  quoted  costs  are  those  of 
the  present  day  (1879). 

The  Northern  of  France  Eailway  Company  introduced  the 
electric  light  at  the  goods  station  of  La  Chapelle,  Paris.  The 
electric  sources  were  six  single-light  Gramme  machines,  driven 
by  one  15  nominal  h.-p.  engine.  The  work  had  a  nightly, 
duration  of  an  average  of  ten  hours.  The  first  cost  of  £1640 
comprised  six  lamps,  six  machines,  portable  engine  with  its 
shed  or  house,  and  conductors.  In  the  goods  shed,  each  light 
illuminated  well  a  radius  of  100  feet,  and  in  the  yard  a 
radius  of  200  feet.  The  results  showed  that  about  1\  h.-p. 
per  hour  was  required  for  each  light,  and  that  for  each  lamp 


A  burner  may  be  accepted  as  equal  to  8-9  normal  candle-power  in  each 
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three-eighths  of  an  inch  Bqnare  carbons  were  consum*  <1  al  the 

of  four  inches  per  hour,  at  a  cost  of  \ }.,!.,  including 

\v;i    • 

Four  lights,  on  an  average,  for  ten  hours  per  night,  wen 

found  to  cost — 

Motive  power,  2\  L-p.,  7*8  Lbs.  coals,  ten  hours,  each  t.  d. 

lamp  ...  ..  ...  ...  ...  7  0 

1  ,  ten  boors  at  l$d.,  each  lamp       ...  ...  4  io 

()i  .  \d. ;  lighting  engine-house,  2$d,    ...  1  0 

eer        ...  ...  ...  ...  ...  4  0 

16  10 

or  Sd.  per  hour;  to  which  must  be  added  10  per  cent,  interest  and 
d<  preciation  on  first  cost,  bringing  the  total  to  1'1<L  per  hour. 

This  represented  an  actual  light  of  52  gas-jets,  at  a  cost  of 
22  e 

In  1876  Messrs.  Powell,  of  Rouen,  introduced  the  electric 
light  into  the  engineers'  shop,  a  building  125  feet  long,  45  feet 
broad,  40  feet  high  at  the  ridge,  and  26  feet  high  at  the 
eaves.  Two  Gramme  single-circuit  machines,  with  Serrin 
lamps  and  conductors,  cost  £196.  The  motive  power  was 
taken  from  the  working  engine,  and  2£  indicated  h.-p.  was 
required  by  each  light,  having  a  horizontal  intensity  of  1900 
candles.  The  actual  cost  of  this  illumination  is  4</.  per  hour 
per  light,  and,  assuming  a  special  engine,  the  total  cost  would 
be  2-s.  It)-/,  per  hour.  The  cost  of  gas  in  Rouen  is  7s.  Scl.  per 
1000  cubic  feet,  and  an  equivalent  light  by  gas  would  cost 
7«.  7'/.  per  horn*.  The  light  has  constantly  been  in  use,  and 
is  in  course  of  extension  throughout  the  works. 

"For  some  months  tin  el<  ctric  light  has  been  on  trial  in  a 
huge  engineering  works  in  the  North.  The  department  in 
which  the  electric  lights  ar<  used  is  17<)  feet  long  by  1",  feel 
broad.     Two   Gramme   machines  were    used,   each   machine 

ng  of  6000  candle-power,  with  two  Serrin  lamps. 

Two    Gramme    machines,    6000    candle-powi  r  £  s.  -/. 

each,  at  £100  v.i<  h           ...              ...              ...  200  0  0 

Two  s.rrin  lamps,  at  £18  each         ...           ...  36  0  0 

100  metn                ,  ai  2s.  '.'</.  per  i                ...  L3  lo  0 

40  metres  of  carbons,  at  2«.  6d.      „                ...  6  0  0 

Net  cost         ...  ...  ...  ...         264  15    0 
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"  A  two-cylinder  engine  was  fitted  up  expressly  to  drive 
the  two  machines  ;  the  diameter  of  the  cylinders,  5|-  inches  by 
10  inches  stroke;  mean  pressure,  at  least  30  lbs.;  revolutions 
200  per  minute.  At  this  piston  speed  it  was  estimated  that 
fully  8  indicated  horse-power  could  be  obtained.  On  setting 
up  the  electric  machines,  it  was  found  they  could  not  be  got 
up  to  the  speed  necessary  to  produce  a  full  light.  It  was  seen 
that  there  was  not  power  enough ;  besides,  by  the  two  machines 
being  driven  off  the  one  engine,  the  light  obtained  at  each 
lamp  was  very  fluctuating,  this  arising  in  a  measure  from 
either  lamp  carbons  sometimes  splitting  off ;  and  as  a  conse- 
quence the  engine  ran  faster,  driving  the  other  machine  at  an 
increased  rate  and  increasing  its  brilliancy.  On  ignition 
taking  place  again  the  engine  speed  fell.  Alternations  such 
as  these,  together  with  a  limited  brilliancy  of  light,  led  to  the 
determination  to  drive  one  machine  with  the  engine  solely, 
and  the  other  off  one  of  the  works  engines.  This  was  done, 
and  now  the  lights  in  each  lamp  are  working  steadily  and 
satisfactorily.  From  the  experience  acquired,  it  is  concluded 
that  it  requires,  at  least,  1  horse-power  for  every  1000  candle- 
power;  also,  that  each  machine  should  be  driven  indepen- 
dently, the  whole  of  the  necessary  driving  gear  being  and 
costing  as  follows  : — 


Engine  for  driving  one  6000  candle-power 
Gramme  machine,  cylinders  5J  inches  by  10 
inches  stroke 

Piping     ... 

Countershaft,  pulleys,  and  belts 

Labour  fitting  up  wires,  lamjjs, and  machines 


Two  machines 

Cost  of  machines,  lamps,  cables,  and  carbons 

Total  net  cost  ...  ...  ...         356     5     0 

"  In  order  to  arrive  at  the  comparative  cost  of  the  electric 
and  gas  lights,  the  data  are  as  follows,  taking  the  cost  of  the 
electric  light  per  diem  of  four  hours — two  in  the  afternoon 


40  0 

0 

1  10 

0 

6  15 

0 

2  10 

0 

50  15 

0 

101  10 

0 

254  15 

0 
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and  two  in  tlir  morning — this  being  the  actual  tin*  it  is  in 

:  — 

t.    d. 
In  four  boun  both  lamps  burn  half  a  metre  of  carbons, 

which  at  2a.  *'■■/.  per  metre  La   ...  ...  ...        l 

Coals  consumed  by  engines  in  four  hours,  at  3j  Lbs.  per 

indicated  horse-power,  '_'  cwt,  ...  ...  ...         1     0 

oil  consumed  by  engines  and  shaft  in  four  boura      ...         0     2 


Or  etjiial  to  7 .','/.  per  hour.  The  actual  gaslights  dispensed 
with  are  22  on  columns  and  8  on  machines,  giving  a  total  of 
30  burners.     Each  burner  uses,  in  the  four  hour-.  L8  cubic 

of  gas,  or  390  feet  in  all,  which  costs  11  ,:</.,  or  nearly  3d.  per 
hour.    The  quantity  of  gas  consumed  in  the  department  is 
certained  from  total  daily  amount  used  as  p<  r  gas  meter,  and  is 
pretty  accurate  in  the  rate  os<  d  per  burner  during  four  hour-."' 

This  report,  taken  from  an  engineering  paper,  is  illustra- 
tive of  one  of  the  worst  applications  of  electric  lighting,  as  so 
far  calculated,  because  no  account  is  taken  of  the  increa 
light  obtained,  nor  could  this  light  have  been  properly  dis- 
tributed. In  Messrs.  Sautter  and  Lemonnier's  workshops  in 
Paris,  the  electric  light  has  been  continuously  employed,  and 
the  illustration  on  the  next  page  will  give  some  idea  of  its 
effect,  there  being  no  other  lamps  or  candles  used,  as  in  the 
just  quoted. 

In  a  trial  of  the  Farmer-Wallace  light  at  the  Southampton 
Docks,  the  places  selected  were  the  large  export  shed  used  by 
the  Peninsular  and  Ori<  ntal  steamers,  about  340  feet  long  and 
180  feet  wide,  and  the  corner  of  the  quay  from  which  the 
Eavre  and  Channel  [slands  boats  -tart.  The  Anglo-American 
Light  Company,  of  Hatton  Garden,  Bupplied  the  machine  and 
four  lamps,  the  machine  being  worked  by  an  8  h.-p.  engine. 
This  engine  had  9|  inch  cylinder-,  and  12  inch  stroke;  the 
boiler,  a  total  heating  surface  of  L65  squar<  feet,  and  grate  area 
of  5*9  Bquare  feet.  The  speed  maintained  was  125  revolutions 
per  minute,  increased  by  pulleys  and  belting  to  650  n  rotations 
on  the  machine.  Three  lamps  were  placed  in  the  shed,  and 
the  fourth  at  a  point  on  the  quay  distant  -120  feet  from  the 


rsr  ------ 

s*"g-^-- 

lES&jSp^l^^5 

^Ht* 

i  -.y^J^JWas 

^^4==;.  - ,, 

BB 

MP 


^■■hhibm  *%.' 


cv   ■jujmssmsi 


^■"■JHSSElUL 


COMMERCIAL    A8P1  193 

machine.    The  whole  area  of  the  Bhed,  27,000  square 

waa  brilliantly  illuminated  i:  |  an  asphalte  floor  and 

blackened  roof.  The  light  at  the  comer  of  the  quay  waa 
mounted  on  an  ordinary  lamp-post,  and  had  above  it  a  four- 
t.  Although  bo  close  to  the  ground,  the  lamp 
brilliantly  illumined  a  radius  of  250  t<>  :5»><i  yard-.  The  cost 
<>f  the  trial  has  not  been  given. 

The  Lontin  system  has  had  an  extended  trial  on  the  Taris 
terminus  of  the  Pari-.  Lyons,  and  Mediterranean  Railway 
1      ipany.     Twenty-eight  electric  lights  here  replace  172 

and  arc  supplied  by  one  generating  and  two  distributing 
machines  upon  the  Lontin  system,  the  distributing  machines 

ig  known  as  those  of  18,000  candle-power.     The  av<  t 
cost  per  hour  of  the  28  lamps  is  about  8s.     Twelve'  lamps 
have,  on  the  same  station,  been  found  to  cost  5<1.  per  hour 
light,   the  light    from    each  lamp  averaging  about  1800 
candles. 

At  the  St.  Lazare  station  of  the  "Western  of  France  Rail- 
way, at  Paris,  six  lights  are  maintained  froru  a  12,000  candle- 
power  machine  on  the  Lontin  system,  the   motor  being  an 

[cultural  engine  with  9.1  inch  cylinder  and  13 J  inch  stroke, 
with  a  working  pressure  of  80  lbs.  per  square  inch.  The  lights 
•f  480  candles  each,  and  are  not  covered  with  any  shade. 
This  arrangement  has  not  the  least  inconvenient  effect  upon 
the  eye.  Serrin's  lamps,  as  improved  by  Lontin,  are  em- 
there  being  two  in  each  of  the  three  circuits.  The 
cost  of  the  carbons  per  hour  is  1\<L  per  light,  and  the  work- 
ing cost  of  the  six  lights  : — 

Coal,  at  32t.  per  ton      ...  ...  ...  ...        12 

,ons  ...  ...  ...  ...  ...         0 

tendance     ...  ...  ...  ...  ...         0   1' 

Per  hour  ...  ...  •  •  •  •  •  •         2     S 

or  obi.  per  light.     Interest  and  depredation  on  first  cost  will 
bring  the  amount  to  8</.  y<  r  light  per  hour. 

Amongst  numerous  other  municipal  authorities,  the  Town 
Council  of    Liverpool   requested   their  engineer,   Mr.  George 

o 
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Deacon,  to  report  on  the  subject.  Mr.  Deacon  visited  Paris 
and  investigated  the  comparative  cost. 

"Regulators,"  reports  Mr.  Deacon,  "supplied  with  electri- 
city by  dj-namo-electric  machines,  driven  by  steam  or  other 
motive  power,  have  been  extensively  used  within  the  last  ten 
years  for  lighthouses,  for  naval  and  military  signalling,  for 
tidal  and  other  engineering  works,  and  in  certain  industrial 
establishments,  and  upon  the  efficiency  of  such  combinations 
most  of  the  statements  laid  before  the  public  up  to  a  recent 
date,  as  to  the  relative  cost  of  electric  lighting  and  gas  light- 
ing, have  been  based.  Perfectly  true  though  those  statements 
have  been,  the  inferences  to  which  they  have  led  have  been 
most  misleading. 

"  It  is  true,  for  example,  that  the  cost  of  light  from  ordi- 
nary regulators  having  nominal  illuminating  powers  of  from 
6000  to  15,000  candles  is,  according  to  circumstances,  only 
from  one-fifth  to  one-half  the  cost  of  gas  producing  the  same 
candle-power ;  but  in  the  case  of  the  electric  light  a  greatly 
increased  candle-power  is  indispensable  to  produce  the  same 
degree  of  illumination,  as  the  following  considerations  will 
show. 

"  The  light  from  each  regulator  cannot  be  efficiently  reduced 
below  1000  candles,  and  gives  a  much  higher  efficiency  when 
increased  to  10,000  or  15,000  candles.  Regulators  giving 
6000  candles  each  are  very  commonly  used.  The  most  favour- 
able place  for  the  employment  of  such  a  regulator  would  be  the 
centre  of  a  circular  space.  If  such  a  space  were  500  feet  in 
diameter,  the  light  in  the  centre  line  of  a  circular  carriage-way 
just  within  it  would  be  greater  than  that  in  a' Liverpool  street 
illuminated  in  the  ordinary  way.  To  illuminate  the  whole 
area  with  gas  rather  better  than  the  electric  light  would  illu- 
minate the  centre  of  the  supposed  carriage-way,  would  neces- 
sitate the  use  of  only  about  125  Liverpool  street  lamps  of 
16  candle-power  each.  Thus,  with  gaslight  having  an  aggre- 
gate power  of  only  2000  candles,  a  better  effect  is  pro- 
duced than  with  the  electric  light  having  a  power  of  6000 
candles,  even  in  a  case  particularly  well  adapted  to  give  the 
best   result    attainable    from    a    concentrated   light.      It    is 
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obvious,  therefore,  that  any  comparison  of  cost  based  merely 
upon  tho  relative  candle-power  of  electric  and  gas  Ligh 
be  misleading,  and  yet  upon  this  principle  many  pub- 

lished comparative  statements  have  been  baa  cL 

"From  the  above  considerations  it  is  evident  that  if  the 

illuminating  power  of  each  electric  light  could  be  greatly 
reduced  without  increasing  the  relative  cost,  the  total  exp 
of  illumination  by  electricity  would  be  much  less  than  that  of 
illumination  by  gas.  It  is  natural,  therefore,  that  the  subject 
should  have  attracted  the  attention  of  many  inventors,  though, 
owing  to  certain  dynamical  obstacles,  the  eminent  men  who 
have  made  electricity  a  subject  for  mathematical  research 
have  not  generally  regarded  the  economical  subdivision  of  the 

trie  light  as  a  promising  matter  for  experimental  investi- 
gation." 

_  Mr.  Deacon's  observations  on  the  cost  of  the  Jablochkoff 
candle  are  important,  and,  as  we  shall  presently  see,   have 

1  confirmed  by  other  investigators.  He  found  by  photo- 
metric experiments  that  each  naked  Jablochkoff  candle  g 
a  light,  in  the  horizontal  plane  passing  through  the  voltaic  arc, 
of  453  standard  English  candles,  on  the  average,  "when  the 
electric  candle  is  placed  with  its  side  to  the  photometer ;  when 
placed  with  its  edge  to  the  photometer  the  light  was  somewhat 
In  this  average  the  occasional  very  large  diminutions  of 
intensity,  lasting  for  short  periods,  are  not  included."  .  .  . 
"But  it  must  not  be  forgotten  that  it  is  thought  necessary  to 
inclose  the  candles  in  opal  globes,  and,  though  there  can  be 
no  doubt  that  this  greatly  adds  to  the  beauty  of  the  light, 
it  seriously  detracts  from  its  available  power.-' 

Mr.  Deacon  finds  by  photometric  observations  that  only 
■12  per  cent,  of  the  light  from  an  electric  candle  having  an 
illuminating  power  of  453  standard  candles  is  transmitted  in 
a  horizontal  direction  through  the  globe,  thus  reducing 
available  light  from  each  lamp  to  172  cand 

Very  various  statements  have  been  made  from  time  to  time 
with  regard  to  the  candle-power  of  the  Jablochkoff  system, 
and  they  may  be  tabulated  as  follows  : — 
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Standard. 
Illuminating  power  of  candles. 

Naked  Jablochkoff  caudle,  as  given  by  the  pro- 
moters      ...  ...  ...  ...  ...        930 

Stated    by  Mr.   Deacon    as    given    by   the    Socie'te 

Generale  d'filectricite  ...  ...  ...         465 

Determined  by  Mr.  Deacon's  photometric  observa- 
tions in  horizontal  plane         ...  ...  ...         453 

M.  Allard's  measurements  in  horizontal  plane,  con- 
ducted on  behalf  of  the  Municipal  Council  of 
Paris  ...  ...  ...  ...  ...         270 

Side  of  Jablochkoff  candle  enclosed  in  opal  globe,  as 

determined  by  Mr.  Deacon  in  horizontal  plane    ...         172 

Determined  by  M.  Allard  in  horizontal  plane  ...         167-4 

Determined  by  M.  Allard  for  rays  reaching  the  pave- 
ment ...  ...  ...  ...  ...         112*53 

Continuing  Mr.  Deacon's  observations,  it  is  necessary  to 
notice  that,  though  Liverpool  is  supplied  with  20-candle  gas 
and  London  with  only  16-candle  gas,  the  Liverpool  street 
lamps  only  burn  four  cubic  feet  per  hour,  while  the  London 
lamps  burn  five,  so  that  the  candle-power  of  each  public  lamp 
is  16,  both  in  Liverpool  and  London. 

"  In  considering  what  number  of  the  16-candle  gas- 
burners  employed  for  public  lighting  in  Liverpool  would  give 
the  same  amount  of  light  to  a  thoroughfare  like  the  Avenue 
de  1' Opera — not  including  the  two  adjoining  Places — it  is 
necessary  to  calculate  the  amount  of  light  along  the  centre 
line  of  the  carriage-way,  and  so  to  arrange  the  gas  lights  that 
at  no  points  shall  the  light  be  less  than  is  produced  along 
that  line  by  the  Jablochkoff  candles.  Having  regard  to  the 
fact  that  the  intensity  of  light  varies  inversely  as  the  square 
of  the  distance  from  the  object  illuminated,  the  comparison 
is  readily  made,  and  assuming  the  too  favourable  view  that 
the  electric  light  along  the  carriage-way  is  equivalent  to  the 
concentrated  light  of  17*2  candles  at  each  lamp,  it  is  found 
that  to  illuminate  it  equally  well  would  involve  the  use  of 
165  Liverpool  street  gas-jets,  in  substitution  for  the  32 
•Jablochkoff  electric  lights,  each  jet  having  a  power  of 
16  candles,  reduced  to  14*08  candles  by  the  glass  of  the 
lantern.*     The  gas  lamps  would  be  placed  two  feet  from  the 

*  The  Liverpool  street  lamps  are  regulated  to  give  an  illuminating  power 
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curbs  and  27  feet  <'»  inches  apart.  With  this  arrangement 
the  footways  would  be  more  brilliantly  illuminated  than  with 
the  Jabloohkoff  candles,  and  the  dark*  b1  parts  of  the 

way  would  be  equally,  if  not  better,  illuminated.  The  total 
candle-power  of  the  electric  lights  is  taken  at  172  ■■  32 
=  5504-  standard  candles,  while  the  total  power  of  the  gas 
would  be  only  11-08  x  1G5  =  2323  candles,  though  its  effect 
in  lighting  the  avenue  would  be  as  great,  if  not  greater, 
showing  the  benefit  of  subdivision  of  the  light  when  it  can 
be  effected  without  increased  cost. 

'"Including  interest  on  the  cost  of  the  lamp.-,  price  paid 
for  the  gas  and  for  lighting,  repairs,  and  painth. 
public  lamp  costs  the  Livei*pool  Corporation  about  0'243'Z.  per 
hour  when  in  use.  The  comparison  for  equal  illumination  of 
the  centre  line  of  the  carriage-way  in  each  case  would  th< 
fore  be — 32  Jablochkoff  candles,  at  1'GSd.  per  hour,  £1  0s.  6d.  ; 
165  Liverpool  gas-jets,  at  0*2-13J.  per  hour,  3«.  id. 

"But  such  an  illumination  as  either  of  these  methods 
provides  is  immensely  greater  than  has  ever  before  been 
thought  desirable  for  permanent  use.  To  illuminate  the 
Avenue  de  1" Opera  to  the  same  extent  and  at  the  same  cost 
per  unit  of  area  as  the  best  lighted  thoroughfares  in  Liverpool 
would  involve  the  use  of  only  47  gas-jets,  at  a  cost,  as  before, 
of  0#243'7.  each  per  hour. 

"The  total  cost  of  lighting,  accoreling  to  the  highest 
Liverpool  standard,  would  therefore  be  11*42(2.  per  hour.  In 
terms  of  illuminating  power,  therefore,  the  electric  lighting 
in  question  costs  at  least  six  times  as  much  as  illumination 
with  Liverpool  gas,  while  in  terms  of  the  area  lighted,  without 
reference  to  the  amount  of  light,  it  costs  twenty-one  times 
as  much."  * 

Mr.  Deacon  determines  the  relative  useful  effect  of  lights 
of  different  intensities  and  systems  by  a  wry  simple,  yet 

of  16  standard  candles,  with  a  consumption  of  four  cubic  feet  of  gas  per  hour, 
at  a  pressure  of  about  T50  inch  of  water,  the  cost  of  the  gas  being  3.--.  6 
1000  cubic  feet. 

•  The  cost  of  lighting  the  Avenue  dc  l'Opora  above  referred  to  is  nearly 
the  same  as  the  estimate  published  by  the  company  for  il»>  illumination 
of  other  places,  if  interest  on  capital  expended  and  rant  I  i  be  taken 

into  consideration. 
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accurate,  method.  He  selects  a  few  points  furthest  removed 
from  the  surrounding  lamps,  and  adds  together  the  candle- 
power  of  each  light  divided  by  the  square  of  its  distance  from 
the  point  in  question.  Let  c  be  the  true  candle-power  of  each 
light,  and  dx  d,  d-6  etc.,  be  the  distance  in  yards  from  any 
fixed  point  to  the  various  lights ;  then  c  {d\  +  d\  +  d23  + 
etc.)  =  x,  or  light  efficiency.  In  ordinary  cases  of  lighting 
by  gas,  this  efficiency  number  lies  between  0*035  and  0*11, 
and  at  the  intersections  of  streets  often  rises  to  3*5  or  4. 
The  application  of  this  formula  to  an  arrangement  of  lighting 
in  which  the  spaces  between  the  lamps  are  great  will  show 
how  much  greater  must  be  the  increase  of  candle-power  to 
give  the  same  useful  effect  as  is  secured  by  ordinary  spacing. 
Mr.  Deacon  considers  that  "any  attempt  to  reduce  the 
electric  lighting  of  any  thoroughfare  to  the  standard  of  public 
lighting  adopted  in  Liverpool,  or  even  to  twice  that  standard, 
would  involve  an  expenditure  so  greatly  in  excess  of  the  cost 
of  lighting  by  gas  to  the  same  standard,  as  to  be  quite  out 
of  the  question ;  but,  admitting  that  in  certain  special  cases 
it  may  be  desirable  to  raise  that  standard  considerably,  it  is 
important  to  consider  how  far  the  cost  of  lighting  by  electricity 
may  be  reduced.  Reverting  to  the  Avenue  de  l'Opera,  it  is 
shown  at  page  207  that  the  opal  globes  obstructed  58  per  cent, 
of  the  light.  The  globes  are  simply  used  for  the  sake  of 
appearance,  and  to  avoid  the  great  intensity  of  the  naked 
light ;  but  the  latter  object  may  be  attained  by  reducing  only 
those  rays  which  reach  the  eye  when  moderately  near  the 
lamp.  By  a  modification  of  the  globes,  therefore,  the  efficiency 
of  the  Jablochkoff  candles  may  be  multiplied  more  than 
twice  ;  and  by  the  proper  use  of  reflectors,  by  which  the  rays 
which  would  otherwise  fall  on  buildings  and  pass  upwards 
would  be  directed  to  the  darker  spaces  between  any  two 
lights,  the  efficiency  may  be  still  further  increased.  There 
is  also  a  serious  loss  due  to  the  mode  of  subdivision  adopted, 
the  amount  of  which,  however,  is  less  certain,  and  a  loss  of 
probably  20  per  cent.'  arises  from  the  use  of  alternating 
cm-rents.  Unfortunately,  the  only  lamps  hitherto  applied 
in  practice,  to  which  none  of  these  objections  apply,  are  the 
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ordinary  regulators,  one  only  being  placed  on  each  circuit, 
and  worked  by  dynamo-electric  machines  giving  cnrrenl 
constant  direction.     Ber<    the  great  Lobs  from  concentrated 
light,  already  adverted  to,  comes  into  play;  but  even  this 
disadvantage   is  so  far  -mailer  than  the  b  of  the 

others,  that  the  Bame  d<    r  i  of  illumination  could  be  attaint  d 
in  such  a  thoroughfare  as  the  Avenue  de  l'Opera  by  about 
seven  concentrated  lights  at  less  than  half  the  present  i 
The  fact  so  often  urged  in  Paris,  'that  it  would  not  he  so 
beautiful,'  must  be  freely  admitted." 

Mr.  Deacon  subsequently  refers  to  the  expensive  nature 
of  lighting  hy  high  tuision  machines,  maintaining  several 
lamps  upon  one  circuit.  In  this  he  would  appear  to  be 
mistaken,  as  comparison  with  other  machines  and  their 
effects  serves  to  show  that  the  loss  due  to  division  of  tin 
work  over  multiple  circuits  is  as  great  as  occurs  with  direct 
tensional  lighting.  The  actual  cost  of  the  Brush  direct  lights 
is  a  little  less  than  that  of  the  Lontin  multiple  system — both 
the  cheapest  of  the  classes  they  represent. 

Mr.  Deacon  draws  the  following  conclusions  : — 

"  That  the  cost  of  the  only  system  of  public  lighting  hy 
electricity  at  present  in  use  is  six  times  the  cost  of  Liverpool 
gas  producing  the  same  degree  of  illumination,  and  twenty-one 
times  the  cost  of  the  Liverpool  gas  which  would,  under  ordi- 
nary circumstances,  be  consumed  in  the  illumination  of  th< 
same  area. 

"That  the  great  discrepancy  in  the  cost  of  public  electric 
lighting  in  Paris  and  of  public  gas  lighting  in  1  is 

due,  in  a  high  degree,  to  the  fact  that  the  agreeable  effect 
produced  by  a  succession  of  large  semi-opaque  globes,  equally 
illuminated,  has  been  regarded  as  the  first  consideration. 

"That,  apart  altogether  from  the  palpable  loss  produced 
by  the  opal  globes,  there  are  further  losses  of  a  v<  n 
kind  which  are  not  common  to  some  other  existing  methods. 

"That  it  is  obvious,  from  dynamical  considerations,  that 
the  electric  light,  when  subdivided,  will  always  giv< 
candle-power  for  thi  tpenditure  of  mechanical  em 

than  when  concentrated;  but,  with  the  materials  at  present 
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available,  it  is  impossible  to  say  whether  that  loss  will  always 
be  so  great  as  to  leave  the  concentrated  light,  treated  in  the 
best  manner,  more  economical  than  the  divided  light  for 
public  illumination." 

This  last  conclusion,  which  does  not  agree  with  his 
deductions  on  the  experiments  with  the  "Werdermann  lamp, 
is  undoubtedly  a  true  one  to  draw  from  the  numerous  and 
valuable  facts  and  data,  many  the  result  of  his  own  labours, 
that  form  the  substance  of  Mr.  Deacon's  report. 

Professor  Oelhausen  has  investigated,  in  Germany  and 
France,  the  cost  of  electric  lighting  with  the  Jablochkoff 
candle.  Decided  as  is  the  purely  technical  progress  made 
by  Jablochkoff  with  his  "  candles,"  it  must,  in  the  professor's 
opinion,  be  as  decidedly  denied  that  on  the  score  of  economy, 
which  the  proportion  of  competition  secures  for  gas,  any 
progress  has  been  made  towards  the  earlier  application  of 
the  old  Gramme  machines  and  Serrin's  lamps. 

The  following  considerations  will  prove  that  the  cost  of 
electric  lighting  by  means  of  Jablochkoff's  candles,  ascertained 
in  the  previous  year,  has  not  been  altered  at  all  to  the 
prejudice  of  gas,  but  rather  on  the  contrary.  This  assertion 
is  supported  first  by  a  discussion  of  the  expenses  occasioned 
by  the  lighting  of  different  streets  of  Paris  during  the  last 
Exhibition.  The  connected  illumination  of  the  Place  and 
Avenue  de  l'Opera,  as  well  as  of  the  Place  du  Theatre 
Francais,  was  formerly  effected  by  68  three-armed  and  22 
five-armed  gas  lamps,  altogether  314  gas-jets.  The  price 
of  a  gas-jet  in  Paris  is  2'1  centimes ;  its  consumption  about 
130  to  140  litres  an  hour.  Sixty  electric  lamps  were  sub- 
stituted for  these  314  gas-jets,  for  four  or  five  hours  every 
night ;  thus  one  electric  light  takes  the  place  of  5'2  gas-jets. 
The  town  pays  the  Societe  Generale  d'Electricite  1  franc 
45  centimes  an  hour  for  the  cost  and  maintenance  of  every 
jet,  thirteen  times  the  amount  of  the  superseded  gas-jets, 
which,  taken  together,  cost  11  centimes  an  hour.  The  electric 
lanterns  substituted  for  the  five-armed  gaseliers  each  contained 
a  second  burner,  not  put  down  in  the  accouut,  inasmuch  as 
they  were  not  paid  for  by  the  town,  but  maintained  gratis 
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by  the  company,  which  greatly  increased  the  brightness  of 
the  Place  de  I'Opera. 

extraordinarily  Btriking  contrast  between  the  bright- 
the  electric  light  and  the  former  gas  lighting  \ 
in  fact,  only  noticeable  where  the  number  of  the  burners  was 
thus  doubled.     En  the  Avenue  de   I'Opera,  where  there 
an  electric  lamp  at  about  every  50  paces,  superseding  6*2 

.  the  intensity  of  the  light  is  about  equal  to  that  in  th< 
adjoining  Rue  de  la   Pair,  where  a  gaselier  with  thn  i 

is  placed  at  every  17  paces. 

trding  to  this  arrangement,  an  electric  lamp  would 
take  the  place  of  only  nine  gas-jets,  divided  into  three,  in 
order  to  produce  equal  brightne>>  in  atreet  lighting.  But, 
if  we  take  even  12  divided  gas-jets  a-  an  equal  substitute  for 
one  electric  lamp — decidedly  an  exaggerated  example — then 
it  follows  that  the  recent  illumination  in  Paris  absolutely  and 
relatively,  in  proportion  to  the  brilliancy  produced,  costs  very 
much  more  than  gas  ;  for  the  substitute  for  12  divided 
gas-jets,  which  would  give  equal  brightness  (costing,  at  2"1 
centimes,  only  25"2  centimes  an  hour),  one  electric  lamp,  c 
1  franc  45  centimes,  or  nearly  six  times  as  much.  But  it 
will  occur  to  no  one  to  attribute  equal  economical  value  to 
that  degree  of  brightness  falling  within  the  province  of 
luxury,  which  oversteps  what  is  necessary  in  street  lighting. 

Could  the  necessary  light  be  doubled  with  very  little 
increase  of  expense,  the  public  would,  of  course,  gladly  accept ; 
but  if  they  are  to  pay  far  more  in  proportion  for  luxurious 
brightness,  than  for  necessary  light,  then  few  would  think  of 
accepting  it  a.-  a  permanency. 

The  cost  of  12  divided  gas-jets,  consuming  at  most  140 
litres  an  hour,  is  about  equal  to  that  of  one  electric  lamp. 
The  latter  costs  1  franc  45  centimes  an  hour.     But  the  m 
waste  in  carbons,  quite  apart  from  engine  power,  maintenance, 

.  rents,  and  liquidation  of  the  capital,  costs  doubli 
much  as  an  equally  intense  street  lighting  by 

Professor  Oelhausen  prophesies  from  this  that  1 1 1 « ■  electric 

■  et  lighting  of  Paris  will  soon  vanish,  Leaving  as  little  trace 
lu   Motay'a  hydro-oxygen    light,  introduced  with 
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equally  high  estimation  in  1867.  The  shares  of  the  Parisian 
Gas  Conrpany  at  that  time  fell  several  hundred  francs ;  this 
time  they  have  not  perceptibly  altered. 

The  1  franc  45  centimes  which  the  town  pays  for  one  burner 
for  one  hour  itself  carries  the  eventual  profit  of  the  shareholder 
in  the  Jablochkoff  Company. 

The  estimate  for  lighting  by  the  Jablochkoff  candle  at  the 
Paris  Exhibition  includes  the  following  items  : — 

Centimes. 

Carbons  ...  ...  ...  ...  ...  50 

Expenses  of  the  steam  engine,  18  horse-power,  for  16 
burners  at  2  £  kilos,  coal  consumption  an  hour,  coals 
32  francs  8  centimes  for  a  ton      ...  ...  ...  9 

Oil  and  sundries  ...  ...  ...  ...  2 

Stoker  ...  ...  ...  ...  ...  4 

Total         65 

This  estimate  is  too  low.    The  following  must  be  added  to 
this  statement : — 

Centimes. 
Maintenance  and  repairs   of  the   dynamo-electric   en- 
gines, superintendence,  necessaries  for  lighting   and 
working  motors,  service   for   the   lamps,  inspection, 
and  changing  of  the  burners       ...  ...  ...         15 

(This  is  taken  from  the  last  year's  statement  of  account.) 

The  service  for  the  Jablochkoff  candle,  on  account  of 
the  attendance  required,  is  in  every  way  more  ex- 
pensive than  that  of  Serrin's  regulators.  The  exact 
cost  amounts  to  ...  ...  ...  ...         95 

Kent  and  liquidation  of  capital        ...  ...  ...         18 

113 

But  it  must  be  remarked  that  no  rent  for  engine  yard, 
no  expenses  of  direction,  management,  and  other  sundries, 
enter  into  this  statement.  From  private  consumers  the 
company  demands  higher  prices;  for  the  illumination  of  the 
Arc  de  Triomphe  they  received  30  centimes  more — 1  franc  75 
centimes  per  burner  per  hour. 

As  to  the  illumination  of  interiors  with  the  electric  light,  it 
can  unquestionably,  in  this  case,  take  the  place  of  a  greater 
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number  of  gas-jets  than  in  the  Btn  ei.    In  the  <■■  litre  of  a  round 

iquare  room,  the  electric  light  is  equally  useful  on  all  aid 
while  in  the  Btreet  it  can  never  be  placed  in  the  centre  of  an 

illuminated  surface,  but  only  on  the  long  side  of  a  rectangle. 

On  the  other  hand,  the  Btreet  has  this  advantage,  that  the 
lamps  can  be  placed  higher — in  the  Avenue  de  l'Opera,  the 
candelabra  for  the  electric  light  arc  five  metres  in  height — than 
i^  generally  possible  with  interiors.  But  the  difference  that 
the  vertical  and  horizontal  distance  makes  upon  the  illumi- 
nated surface  is  very  great.  The  small  difference  of  two  or 
three  metres  in  the  point  of  suspension  of  the  electric  lamps 
necessitated  the  increase  of  then-  lighting  power  froin  171  to 

.  in  order  to  illuminate  a  horizontal  tabic  standing  three 

res  to  the  side  of  the  vertical  line  through  the  lamp,  with 
equal  intensity.     It  is  chiefly  to  this  particular  that  we  must 

ribe  the  fact  that  the  electric  light,  in  the  interior  of  build- 
ings, is  not  capable  of  supplying  the  place  of  that  number  of 
gas-jets  which  might  be  supposed,  in  comparison  with  street 
lighting,  and  in  spite  of  the  actually  unfavourable  position  of  the 
burner,  in  the  space  to  be  lighted.  According  to  the  application 
which  the  electric  light  has  found  in  the  interior  of  buildings, 
15  is  the  largest  number  of  gas-jets  for  which  Professor 
Oelhausen  has  found  one  electric  burner  substituted.  This 
instance  is  the  reading-room  of  the  Hotel  Continental.  As  a 
rule,  one  electric  burner  can  be  substituted  for  10,  or  at  the 
most  12,  gas-jets.  The  intensity  of  the  light  is  then  greater 
than  with  gas.  On  the  other  hand,  in  the  Hotel  Continental, 
the  light  was  not  perceptibly  stronger  under  the  centre  chan- 
delier, when  lectric  burners  were  substituted  for  30 
gas-jets,  than  under  either  of  the  two  other  chandeliers,  which 
were  each  furnished  with  30  gas-} 

Professor  Oelhausen  deduces  that  the  circumstance  that 
there  only  is  light  required  for  about  500  hours  per  burner  B 
year  is  unfavourable  to  the  electric  light  for  interiors,  and  the 
rent  and  liquidation  must  be  spread  over  a  much  smaller 
number  of  hours  than  with  street  lighting,  the  total  cost  in- 
creasing to  1  franc  GO  centimes,  or  to  1  ■',  &  ntimes  more  than 
for  street  lighting  with  1825  hours'  illumination.     The  electric 
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burner  will  thus  really  supply  the  place  of  20  gas-jets  at  a 
consumption  of  140  litres  an  hour,  altogether  2800  litres,  or 
2'8  cubic  metres.  According  to  this,  to  compare  with  one 
burner  at  1  franc  60  centimes,  one  cubic  metre  of  gas  should 
cost  57  centimes.  The  above  calculation  is  based  upon  average 
figures,  and  the  most  favourable  circumstances  for  the  electric 
light.  Admitting  that  the  motive  power  costs  nothing,  and 
that  the  candles  burn  the  whole  night  through — 4000  hours 
a  year,  or  11  hours  a  night — the  items  for  coals  and  stoker's 
wages  disappear,  and  the  expenses  for  oil,  repairs,  and  main- 
tenance are  diminished,  as  not  required  for  the  steam-engine ; 
so  that  the  expenses  amount  to  75  centimes  instead  of  95 
centimes.  By  the  omission  of  the  steam-engine,  the  first  cost 
is  reduced  to  about  one-half ;  rent  and  liquidation  only  come 
to  164  francs  per  year,  or,  divided  among  4000  hours,  to  only 
about  4  centimes  per  hour.  The  total  expenses  per  burner  per 
hour  thus  amount  to  only  79  centimes,  equivalent  to  the  cost 
of  20  gas-jets  consuming  140  litres,  or  2*8  cubic  metres.  This 
supposes  the  price  of  gas  to  be  28  centimes  per  cubic  metre. 
Thus,  only  under  these  exceptional  conditions,  which  in  practice 
will  seldom  occur,  does  the  cost  of  electric  lighting  approach 
the  normal  price  of  gas  in  Germany.  Therefore,  it  may  be 
repeated  that  if  we  compare  the  present  statement  of  the  cost 
of  the  Jablochkoff  light  with  that  based  upon  the  use  of  the 
old  Gramme  machine  with  continuous  current,  and  of  Serrin's 
lamp,  the  assertion  will  be  proved  that  the  progress  in  electric 
lighting  instanced  by  the  Jablochkoff  candle  was  of  a  purely 
technical,  not  economical,  nature,  and  that  electric  lighting 
with  this  system  will  be  much  more  expensive  than  with  the 
earlier  systems.  The  utilization  of  the  electric  light  is  only 
to  be  sought  for  in  the  direction  of  concentration  upon  one 
burner  of  great  intensity,  not  in  the  direction  of  greater  divi- 
sion, which  may  only  be  attained  through  a  proportionately 
larger  outlay  in  carbons,  capital,  and  power,  as  well  as  through 
a  relatively  greater  loss  of  light.  Last  year's  cost  of  electric 
lighting  with  the  old  Gramme  system,  under  the  most  favour- 
able circumstances,  at  4000  hours'  illumination,  was  33  per 
cent,  cheaper  than  under  the  present   system.      The   chief 
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difference  is  in  the  important  items  for  consumption  of  i 
bons,  which  with  the  Jabloohkoff  burners  is  three  timet 
much  as  with  Benin's  lamps. 

Professor  Oelhausen's  statements  are  entitled  to  n 
from  his  authority  as  a  gas  i  ngini  i  i ',  and  1»  cause  he  does  uoi 
condemn  electric  lighting  entirely,  but  considers  the  actual 
cost  of  the  Jabloohkoff  system  in  comparison  with  other 
terns  previously  tried. 

In  Paris,  the  Avenue  de  l'Opera  and  the  Place  de  I'Op  ra, 
with  the  Place  du  Theatre  Francais,  were  illuminated  by  62 
lights — 16  single  candles  and  8  double  candles  -as  previously 
stated,  on  the  Jablochkoff  system.  This  number  of  lights  was 
supplied  from  four  Gramme  double  or  duplex  machines,  each 
driven  by  an  engine  of  '20  nominal  h.-p.  The  cost  for  this 
lighting  was  about  two  and  a  half  times  that  of  gas  for  equal 
illuminating  power.  At  the  Grand*-  Magazine  du  Louvre 
there  were  no  less  than  80  lamps,  some  of  which  were  work- 
ing night  and  day.  The  Arc  de  l'Etoile  was  illuminated  by 
16  lamps ;  at  the  Concert  de  l'Orangerie,  Tuileries  Gardens, 
there  were  18  lamps.  In  the  fronts  of  the  Corps  Legislatif, 
the  Church  of  the  Madeleine,  and  on  this  boulevard,  there 
were  in  all  14  lights.  The  Chatelet  Theatre  employs  16;  the 
Magazine  de  la  Belle  Jardiniere,  12  ;  the  Grand  Opera,  interior, 
6,  in  addition  to  those  outside  in  the  Place  ;  the  Figaro  offices,  2, 
worked  from  the  printing  machinery  shaft ;  and  the  Hippo- 
drome, 60  electric   lights.     In  nearly  every  ease  the    power 

irbed  amounts  to  1  h.-p.  per  candle;  and  the  cost  of 
working  a  16-light  machine  is  given  by  the  Jablochkoff  Com- 
pany, or  Societe  Generale  d'Electri  follows : — Each 
candle  costs  ~\<L,  and  its  duration  is  one  hour  and  a  half. 
The  company  Btate  that  each  candle  lighi  equivalent 
to  that  from  100  gas  burners,  each  consuming  8|  cubic 
per  hour. 

■  of  candles  pet  hour 

Coal,  18  h.-p.,  at  r>i  lbs.  per  h.-p.  per  hour 
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The  cost  to  the  public  administration  of  gas  in  Paris  is 
3.s.  5d.  per  1000  cubic  feet,  and  this  price  is  doubled  to 
private  consumers.  Assuming  gas  in  London  to  be  3s.  per 
1000,  the  following  are  the  costs  to  the  consumers,  as  estimated 
by  the  company,  of  equal  lights  : — 

£  b.  a. 

Gas,  Ville  de  Paris...             ...  ...  ...  1     0     G 

„     Paris,  private  consumer  ...  ...  2     10 

„     London             ...             ...  ...  ...  0  18     0 

Jablochkoff  candle .. .             ...  ...  ...  0     8     65 

The  approximate  first  cost  of  a  machine  and  fixing  on 
the  Gramme-Jablochkoff  system  is — 

£ 

For  four  lights  ...  ...  ...  ...  200 

„    six  „  ...  ...  ...  ...  280 

„    sixteen  „  ...  ...  ...  ...  610 

„    twenty  „  ...  ...  ...  ...  650 

and  the  interest  on  this  first  cost  must,  of  course,  be  taken  into 
account,  as  Professor  Oelhausen  has  shown. 

The  cost  of  the  Jablochkoff  light  per  hour  for  the  62 
lights  in  the  Avenue  de  l'Opera  has  been  ascertained  by 
M.  Th.  Levy  to  be  as  follows : 


Steam-power    ... 

Coal ... 

Oil 

Wages 

Sixty-two  candles  at  50  centimes  each 


Francs. 
3-30 
6-64 
1-23 
3-20 

31-00 

46-27 


or  per  light  per  hour  -^-    =  74*4  centimes,  or  7hl  nearly. 

From  this  it  will  be  seen  that  if,  as  the  company  hope,  the 
horse-power  required  can  be  reduced  to  *33  horse-power  per 
light,  instead  of  1*25  horse-power,  a  considerable  difference 
will  result,  thus : 
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Steam-power 

3-20  x 

L25 

Coal     ... 

61 

126 

1  ■::.:; 

Oil       ... 

Candles 

W 

33 

3-200 

I'll? 
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or  per  light  per  hour  '  ■  60  centimes,  or  Bd. 

In  estimating  the  power  of  a   light,  the  unit  generally 
taken  is  a  Oarcel  lamp  burnii  tii^,  of 

pure  oil  per  hour.  In  comparing  with  this  standard  an 
ordinary  street  gas-jet  burning  140  litres,  or  4*94  cubic  feet, 
per  bom,  it  is  found  that  the  light  so  produced  equals  1/,, 
that  of  a  Carcel  unit.  The  light  produced  by  a  Jablochkol'f 
candle  has  been  almost  exactly  determined  by  Iff.  Th.  Levy, 
by  the  statements  made  at  the  Avenne  de  Yilliers  works 
belonging  to  the  Compagnie  d'Electricite,  and  by  M.  F. 
Leblanc,  inspector  of  gas  lighting  for  the  city  of  Paris.  From 
these  various  investigations  it  has  been  found  that  an  electric 
light  furnishes  about  30  Carcel  units.  But  as  such  a  light 
cannot  be  used  naked,  but  must  be  protected  by  an  opal  or 
other  glass,  the  lighting  power  will  be  reduced  to  18  or  -2<> 
Carcels  measured  on  the  plane  of  the  light,  and  to  12/,,  Carcels 
measured  on  the  oblique  rays  falling  on  the  ground.  As  will 
be  seen,  there  is  a  considerable  quantity  of  light  lost  in  the 

-age  of  the  luminous  rays  through  the  opaque  gl; 
It  results  that  one  electric  light  gives  on  the  ground  a  power 
eqnal  to  12-10  Carcels,  whilst  a  street  gas-jet  gives  1-1,  so 
that  the  former  is  11  times  more  powerful  than  the  hitter. 
Lut  the  gas  company,  on  the  other  hand,  state  that  by  in- 
creasing the  size  of  the  jet,  and  thereby  its  consumption  of 
gas,  the  lighting  power  of  the  latter  can  be  largely  increa 
Thus,  a  jet  burning  200  litres,  or  7  hour,  fmni 

a  light  equal  to  1*72  Carcels.     In  this  case,  t. 
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electric   candle   would   be   equal   only  to   seven  jets   of   the 
enlarged  type. 

The  experiments  intended  for  the  introduction  of  the 
electric  light  into  London  have  not  included,  as  far  as  street 
lighting  is  concerned,  any  other  system  than  the  Jablochkoff. 
This  system  has  been  applied  on  the  Thames  Embankment 
and  on  the  Holborn  Viaduct. 

Between  "Westminster  and  "Waterloo  bridges,  20  Jablochkoff 
candles  light  the  Embankment.  The  motor  power  is  obtained 
from  a  20  nominal  h.-p.  engine,  having  two  10  inch  cylinders 
with  13  inch  stroke,  and  360  feet  of  heating  surface,  and 
indicating  60  to  70  h.-p.  This  engine  is  worked  at  62  lbs. 
pressure,  and  140  revolutions.  The  Gramme  "generator" 
employed  makes  650  revolutions,  and  the  "  distributor  "  700 
revolutions,  per  minute.  There  are  taken  from  this  machine 
four  circuits  of  five  lights  each,  the  most  distant  light  from 
the  machine  being  at  700  yards,  and  the  distance  between 
the  extreme  lights  1170  yards.  The  cables  from  the  machine 
are  led  through  a  drain-pipe  to  the  Embankment  subway. 
Above  the  subway,  where  each  lamp  occurs,  the  wires  are  led 
up  through  a  tube  let  into  the  granite  pedestal.  The  globes 
contain  each  four  candles,  giving  light  for  six  hours. 

The  Holborn  Viaduct  lighting  has  been  discontinued,  but 
was  supplied  from  similar  machines  driven  by  similar  power. 
The  average  distance  apart  of  the  lamps,  measured  diagonally 
across  the  roadway,  was  110  feet,  each  lamp  illuminating 
an  area  of  888  yards'  surface  of  the  public  way.  The  report 
by  Mr.  Haywood,  the  engineer  to  the  City  Commissioners 
of  Sewers,  states  that  the  lamps  were  lit  from  sunset  to 
midnight.  The  number  of  gas  lamps  not  lighted  when  the. 
electric  lamps  were  burning  was  86.  At  midnight  61  gas 
lamps  were  lit,  25  remaining  unlighted  owing  to  the  electrical 
apparatus.  The  conductors  were  laid  in  earthenware  tubes 
beneath  the  public  ways ;  in  the  subway  they  were  supported 
on  narrow  boards  spiked  to  the  walls.  In  the  bases  of  the 
columns  supporting  the  lamps  were  placed  the  commutators 
for  changing  the  current  from  one  candle  to  another,  and  to 
these  commutators  access  was  given  by  doors  in  the  bases. 
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A-  ■  the  company,  raU  «1  i. 

to  provide,  fix,  and  lit   up  the  engine,  machini  ry, 
oondnotors,  and  lamps  for  6236.    The  corns  reed 

to  provide  for  the  foundations  for  th<  and  machini 

the  engine  Bhed,  and  to  do  all  the  work  blic 

way?,  c  £267.     The  gas  company  i  i  deduct  the 

value  of  the  gas  not  consumed  while  the  experiment  v, 
made,  this  deduction  amounting,  with  cleaning,  to  £56  s 

lamplighter's  wages  were  618  6s.  8</.,  and  the  total  cost 
of  the  experiment  for  the  64  nights  wae  "  I.    The 

tectric  lamps  were  lit  from  sunset  to  midnight,  at  a  ehi 

55  per  night  averagii  hours.     The  cost  per  lamp 

hour  was  over  10/.,  and  assuming  them  to  tw 
lighted  for  the  remainder  of  the  night  at  the  same  rate,  the 
cost  for  the  whole  would  have  been    L'10  per  night.     A 
lamp  on  the  Viaduct,  including  lighting,  extinguishing,  and 
cleaning,  costs  £4  r  per  annum.     It  was  alight   i 

hours  annually,  and  the  cost  of  each  lamp  per  hour  wa 
little  over  a  farthing.    The  cost  therefore  of  lighting  the  whole 
Viaduct  during  the  winter  months  by  electricity  would 
14*.  3bl.  per  horn-,  and  by  gas  Is.  11]'/.  per  horn-;  or. 
night  of  14  hours'  duration,  £10  for  electricity,  and  61  7*.  1  '.</- 
for  gas.     Applying  these  rates  to  a  whole  year,  electric  lighting 
would  cost  about  £'3072,  and  gas  lighting  6  1 1 '.».    Electric  light- 
ing, at  present  charges,  was  therefore  about  seven  and  a  half 
thm  than  gas.     It  was,  of  course,  probable  that,  b 

permanent  arrangement,  electricity  would  cost  an  that 

amount,  while  there  was  reason  to  believe  that  no  material 
reduction  would  be  made  in  the  cost  of  lighting  by  ■ 
to  illuminating  power,  Colonel  Haywood  estimates  approxi- 
mately that  it  is  about  Beven   tunes  that  of  gas.     If  this 

aate  be  correct — and  it  is  to  be  regretted  that  no  dii 
measurement  made — the  cost  of  electric  lighting 

equal  light  power  would  be  only  7  per  cent,  deari  c  than 
lighting,  a  difference  that  would  doubtless  disappear   in   a 
continued  trial. 

That  the  gas  authorities  arc  wise  in  endeavouring  to  obtain 
a  true  statement  of  the  cost  of  electric  lighting,   cannot  bo 
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doubted,  but  the  "Report  of  a  Committee  appointed  by  the 
Court  of  Directors  of  the  Gas  Light  and  Coke  Company,  to 
investigate  the  question  of  producing  Light  by  means  of 
Electricity,  together  with  its  cost  and  illuminating  power,  as 
compared  with  an  equal  amount  of  Light  produced  by  Gas," 
can  scarcely  be  considered  anything  more  than  a  very  biased 
judgment.  The  comparison  was  made  between  one  small 
Siemens  machine  and  lamp  giving  photometric  value  of 
1727  candles,  and  four  sun  burners,  each  containing  63  jets, 
and  consuming  190  feet  of  gas  per  horn*,  or  760  feet  for  the 
four  lights.  The  cost  of  obtaining  the  Siemens  light,  for  1000 
horns'  illumination,  is  given  as : — 

One  sis-horse  engine  and  boiler  with  fittings 
complete 

One  dynamo-electric  machine  with  lamp,  con- 
ductors, and  fitting  complete 


£ 

s. 

d. 

200 

0 

0 

150 

0 

0 

350 

0 

0 

17 

10 

0 

35 

0 

0 

75  0 

0 

21  0 

0 

4  10 

0 

Expenses  for  -working : — 

Interest  at  5  per  cent,  on  3507. 

"Wear  and  tear  at  10  per  cent,  on  3507. 

Fuel  for  engine  working  for  1000  hours  in 
a  year,  including  loss  incurred  in  getting 
up  and  letting  down  steam  at  Is.  Gd.         ...  750.0 

Labour  attending  engine  and  boiler  and  lamp, 
at  Is.  Gd. 

Carbons,  including  waste,  at  od.  per  hour    ... 

Oil  for  electric  machine,  engine,  etc. 

228     0     0 

or.  4s.  6cl.  per  hour. 

The  cost  is  given  of  obtaining  an  equivalent  gas  light  with 
a  combustion  of  540  feet  per  hour  : — 

Four  sun  burners  fitted  complete,  with  electric 
apparatus  for  lighting  same 

Expenses  of  working : — ■ 
Gas  burning  1000  hours,  540,000  cubic  feet 

at  3s.  Gd. 
Wear  and  tear  of  burners  at  5  per  cent. 
Interest  of  capital  at  5  per  cent.    ... 
Attendance  for  lighting,  etc. 


£  s. 

</. 

100  0 

0 

94  10 

0 

5  0 

0 

5  0 

0 

5  0 

0 

or,  say,  2s.  3<7.  per  hour. 


109  10    0 
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This  comparison  is  wholly  one-Bided.    In  tin   firsi 

reduce  a  single  light  of  the  ■ 
h.-p.  is  necessary,  and  machine,  lamp,  boiler,  and 

fittings  could  be  obtained  for  £150.     The  number  of  ho 
1000  per  annum,  is  far  too  small,  and  includes  only  three  hours 
a  day.     This  should  be  at  least  21  The  charge  for 

fuel,  accepting  the  above  statement,  would  be  a'  'han 

40  lbs.  per  h.-p.  per  hour.     Correcting  these  data,  we  have  : — 


Dynamo-electric  machine  i 

:  king  : — 
[nten  i  cent  on  £150 

Wear  and  tear,  10  per  cent. 
Fuel  at  4  lbs.  per  h.-p.  per  hour,  allowing 
I  one-aixth  tim 
up  steam  and  banki 
_ 

Oil 

Carbon,  including  waste,  5d.  per  hour 


- 

s. 

150 

0 

0 

7 

10 

0 

15 

0 

o 

1  2 

0 

10 

0 

10 

0 

0 

52 

0 

0 

175     0    0 


or  1*.  5d.  per  hour,  say. 

Now,  the  gas  would  cost,  taking  the  above  data  for  2500 
hours : — 


£04  10s.  x  2\     ... 

Wear,  tear,  interest,  and  attendance  as  before 


£ 

s. 

t*, 

5 

0 

15 

0 

0 

>1     5     0 


2s.  per  hour. 
'  The  question,  not  for  what  can,  but  for  what  might,  or  will, 
the  electric  light  be  BUpplied?    is   that   most   interesting  to 
the  general  public.     It  may  be  assumed  that  the  general  public 
are  so  far  satisfied  with  the  present  Bystem  of  lighting  by 
that  electric  lighting,  to  be  adopted,  must  giv. 
brilliancy  for  the  same  ■  Luce  the   pr< 

electric  lighting,  makers  of  the  machines  and  lamps  will 
compelled  by  competition  to  reduce  their  absurdly  high  pri< 
In  tiie  j  •  instance,  tto    price  of  B70  is  allowed  for  a 

machine  in  which  there  is  about    £25  in  value,  with  a  fair 


£ 

.s. 

J. 

30 

0 

0 

4 

10 

0 

12 

0 

0 

15 

0 

0 

10 

0 

0 

41 

10 

0 
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margin  for  profit,  even  at  that.  A  simple  lamp,  costing  £5, 
could  be  made  at  the.  present  time.  Carbon  rods,  now  sold  at 
fancy  prices,  would  by  competition  be  reduced  to  their  true 
value,  about  Id.  per  hour  in  cost,  since  only  one  carbon  need 
be  consumed.  With  these  data,  we  need  only  to  consider  two 
cases — one  in  which  motive  power  is  supplied  from  working 
shafts,  and  another  in  which  the  motive  power  has  to  be 
separately  supplied. 

Apparatus  and  machines 

Interest,  5  per  cent. ;  wear  and  tear,  10  per  cent. 

Fuel 

Attendance  and  oil 

Carbons  ... 


say  4d.  per  hour.  To  this  must  be  added,  for  the  case  of  a 
separate  motor,  the  cost  of  attendance  to  the  engme,  interest, 
wear,  and  tear,  which  would  nearly  treble  the  cost. 

In  favour  of  this  view  is  the  account  from  the  Lowell  Mills, 
in  America,  where  the  Brush  electric-light  system  is  very 
extensively  used.  This  system,  producing  on  one  circuit  16  lights 
of  2000  candle-power  each,  with  an  expenditure  of  13T8^h.-p., 
at  a  cost  of  M.  per  hour  per  lamp,  is  the  cheapest  realization 
that  at  present  is  well  authenticated.  It  is,  we  repeat,  much 
to  be  deplored  that  the  authorities  had  not  consulted  some 
committee  of  electricians,  or  electrician  of  known  standing,  in 
forming  their  conclusions  as  to  the  selection  of  a  system,  before 
partially  condemning  the  electric  light  from  judgment  formed 
from  a  system  not  consistently  economical  as  regards  scientific 
principles. 

Before  leaving  the  subject  of  cost,  something  must  be  said 
concerning  the  invention  of  Mr.  Edison.  So  much  has  been 
anticipated  from  the  statements  made,  not  by  Mr.  Edison,  but 
by  reporters,  who  were  unfortunately  allowed  to  remain  un- 
contradicted, The  most  recent  statements  to  this  date 
(March,  1879)  are  that  Mr.  Edison  is  able  to  produce  14  lights 
on  one  circuit,  of  20  candle-power  each,  with  an  expenditure 
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-  h.-p.,  "ii  a  Gramme  machine.    There  are  do  details  al 

present  to  hand  sufficient  to  afford  an  accurate  estimate  of  the 

of  Mr.  Edison's  lamps,  because  the  platinnm-iridinm 

alloy  he  employs  may  be  very  costly.  It  may  be  assum<  '1  that 
tin-  cost  m-icc  of  the  14  lamps  and  the  machine  would  be  In- 
cluded under  the  sum  of  £200,  and  that  of  ;t  motor  and  boilei 
under  the  sum  of  1*00,  with  fixing  and  conductors  al  615; 
total,  £275.  It  must  be  remembered  that  there  are  no  carbons 
to  be  consumed,  and  no  attendance  or  attention  required  for 
the  lamp,  in  Mr.  Edison's  system.  Hence  the  cost  per  annum 
for  this  system  would  be — 


iiation  and  interest,  10  j>cr  cent. 
Fuel,  as  before 

dance  and  .>il 


or,  say,  5d.  per  hour  per  total  of  14  lights ;  nearly  hi.  per  burner 
of  20  candle-power  per  hour,  under  the  circumstances  of  no 
special  attention  being  required.  This  would  be  cheaper  than 
petroleum,  the  cheapest  source  of  domestic  lighting;  so  that. 
d(  -pite  contradiction,  we  may  ultimately  hope  for  domestic 
lighting  by  electricity,  with  extended  practice  and  more 
favourable  circumstances  than  those  now  under  experimental 
trial. 

Amongst  the  numerous  uses  of  the  electric  light  is  its 
application  to  mining  purposes.  In  the  salt-mines  of  Great 
Marston,  in  Cheshire,  and  in  a  coal-mine  near  Wattenschied, 
in  Germany,  this  light  has  given  satisfactory  results,  at  a  cost 
of  2 \'I.  for  each  light  an  hour. 


£ 

*■. 

./. 

27 

10 

0 

12 

0 

0 

L5 

0 

0 

10 

0 
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CHAPTEB  X. 

DIVISION   OF   THE   ELECTKIC   LIGHT. 

The  "  division  of  the  electric  light "  is  a  term  the  true  render- 
ing of  which  should  be  the  "division  of  the  electric  current" 
to  produce  numerous  small  light  centres  instead  of  one  or 
more  powerful  lights.  Much  nonsense  has  been  talked  in 
relation  to  this  subject.  Some  inventors  have  claimed  the 
power  to  "  indefinitely  divide  "  the  electric  current,  not  knowing 
or  forgetting  that  such  a  statement  is  incompatible  with  the 
well-proven  law  of  conservation  of  energy. 

Whether  the  electric  current  be  utilized  in  the  production 
of  light,  either  by  means  of  the  voltaic  arc  or  of  incandescence, 
the  production  of  a  certain  amount  of  light  depends  upon  the 
amount  of  current  passing,  not  directly,  but  in  such  a  propor- 
tion that  offers  speedy  limit  to  the  number  of  lights  to  be 
obtained.  The  law  is  a  very  simple  one.  It  is  that  the 
heating  effect  of  the  electric  current  will  be  proportional  to 
the  square  of  the  amount  of  current  multiplied  by  the  resist- 
ance, both  expressed  in  convenient  units.  Suppose,  then, 
that  two  lights  exist  of  a  certain  power  each  on  two  circuits 
derived  from  a  main  circuit,  and  that  two  more  lights  are 
required  to  be  added,  one  in  each  of  another  two  circuits  again 
derived  from  the  main  circuit ;  the  current  formerly  passing  in 
each  of  the  circuits  when  only  two  existed  will  be  halved  by 
the  introduction  of  the  other  lights,  and,  according  to  the  law, 
the  heating  effect  in  each  circuit  will  be  only  one-fourth  of 
that  occurring  with  two  lights.  Actually,  as  the  lighting  effect 
bears  to  the  heating  effect  much  the  same  relation  as  the  heat- 
ing effect  does  to  the  amount  of  current,  the  decrease  of  light 
is  much  greater.  With  a  given  current-source,  the  division  of 
the  electric  current  is,  therefore,  anything  but  "indefinite." 
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d  with  gas,  which  p  advanta 

yielding  a  large  number  of  small  lights,  the  greatest  eooii 
is  obtainable  with  concentrated  lights;  and  it  is  well  ks 
that  the  ignition  of  extra  burners  on  a  pipe  of  small  diam 
materially  reduces  the  light  in  those  burners  already  ignited. 
Though  noticeable  in  a  much  less  degree,  because  obeying  a 
different  law,  with  a  fixed  supply  o  the  reduction  ol 

light  arising  froni  the  ignition  of  fresh  burners  La  appreciabli  . 
and  shows  that  the  electricians  who  claim  "indefinite"  sub- 
division what  is  required  or  possible. 

The  subject  of  providing  numerous  small  lights  from  one 
electric  source  is  not  new,  and  has  always  had  great  attraction 
for  electricians.     M.  Chanzy's  system  appears  to  have  b 
the  first,  but  of  this  there  is  no  record  in  detail. 

Lacassagne  and  Thiers  were  the  next  (1854)  to  d< 
their  attention  to  this  subject,  and  the  following  is  a  descrip- 
tion of  their  method  as  recorded  in  the  specification  of  the 
letters  patent : — "  "When  in  any  part  of  the  circuit  the  current 
has  to  pass  through  a  liquid  of  less  conductivity  than  that 
of  the  reophores,  the  intensity  or  quantity  of  electricity  passing 
in  a  given  time  is  inversely  proportional  to  the  resistance 
of  the  interposed  liquid.  This  resistance  may  be  increased  or 
diminished,  either  by  an  increase  or  decrease  of  the  con- 
ducting power  of  the  liquid  or  of  the  surface  immersed.  The 
magnetic  force  of  an  electro-magnet  varies  with  the  intensity 
of  the  current.  If  the  surfaces  of  the  conductors  immersed 
in  the  liquid  are  of  an  unchangeable  metal,  we  obtain  in  a 
free  state  the  gas  arising  from  the  decomposition  of  the 
liquid ;  the  quantity  of  this  gas  in  a  given  time  being  in  direct 
proportion  to  the  intensity  of  the  current." 

Lacassagne  and  Thiers  arranged  two  conductors  of  a  batten- 
to  each  of  the  poles,  attached  a  plate  of  platinum  to  each 
extremity,  and  suspended  the  plates  in  the  interior  of  a  gl. 
gasometer  containing  acidulated  water.  The  bell  of  the 
gasometer  was  raised  or  lowered  by  the  inlet  or  outlet  of 
the  gas  produced  by  the  current.  The  ascent  of  the  bell 
produced,  of  course,  a  diminution  of  the  galvanic  intensity, 
whilst  its  descent  produced  the  opposite  effect.     An  electro- 
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magnet,  with  an  armature  in  the  form  of  a  lever,  and  an 
opposing  spring,  completed  the  arrangement.  The  spring 
was  first  adjusted  to  the  strength  of  the  cm-rent  determined 
upon.  As  long  as  the  magnetic  attraction  was  greater  than 
the  tension  of  the  spring,  the  armature  remained  in  contact, 
and  as  the  gas  which  was  developed  had  no  outlet,  the  bell 
of  the  gasometer  was  raised,  thus  diminishing  the  surface  of 
the  platinum  in  contact  with  the  liquid,  and  consequently  the 
quantity  of  the  current. 

De  la  Rive  and  Wartmann  observed,  in  1867,  that,  with 
sensitive  electric  lamps,  the  current  could  be  interrupted  for 
the  thirtieth  of  a  second  without  interruption  of  the  light,  but 
that  interruption  for  one-tenth  of  a  second  sufficed  to  cause 
extinction.  Le  Roux  took  advantage  of  this  discovery,  and, 
by  means  of  a  distributing  wheel  revolving  at  high  speed,  sent 
the  current  alternately  into  two  lamps,  thus  maintaining 
perfect  equal  lights. 

Mersanne,  in  1873,  extended  Le  Roux's  idea,  replacing 
the  distributing  wheel  by  a  horizontal  spindle,  carrying  a 
series  of  cams.  The  cams  imparted  reciprocating  motion  to 
a  series  of  rollers  attached  to  vertical  metallic  arms,  which 
made  contact  with  mercury  caps.  Several  lamps  were  thus 
successively  introduced  into  the  circuit,  and  the  lights  could 
individually  be  any  power  required,  regulated  by  the  length 
of  interruption.  The  same  end  has  recently  been  attained  by 
Mr.  Cowling  Welch,  who  distributes  the  current  by  a  rotating 
switch  successively  over  a  number  of  circuits. 

The  nearest  approaches  to  practical  subdivision  have  been 
made  by  Brush,  Jablochkoff,  and  Edison,  with  the  systems 
we  have  described ;  and  without  doubt  the  most  economical 
method  will  be  that  in  which  the  largest  number  of  lamps  or 
burners  are  included  in  a  single  circuit.  The  reason  for  this 
is  almost  obvious;  for  whereas  the  reduction  in  lighting 
power  in  multiple  are  is  greater  than  in  relation  to  the  square 
of  the  number  of  lights,  in  the  case  of  a  series  of  lamps  on  a 
single  circuit,  the  reduction  results  from  the  loss  of  cm-rent 
due  only  to  the  increased  resistance — a  matter  merely  of  direct 
proportion. 
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CHAPTEB  XI. 

MARITIME    AND    MILITARY    A1TLICATH'' 

In  1862  the  electric  light  was  established  at  Dungi  w  --.     The 

optical  apparatus  for  the  electric  light  was  so  arranged  in  the 
lantern  as  not  to  interfere  with  the  oil-light  apparatus,  which 
was  retained  in  case  of  accident.  It  consisted  of  a  small 
dioptric  apparatus  of  the  sixth  order,  with  a  focal  distance,  in 
the  central  plane,  of  150  millimetres.  Two  lamps  were  pro- 
vided and  arranged  on  a  shunting  table  and  railway,  that 
either  could  be  instantly  placed  in  the  focus  of  the  optical 
apparatus.  A  second  optical  apparatus  was  placed  above  the 
first,  with  two  additional  lamp-,  for  safety.  The  carbons  em- 
ployed  were  a  quarter  of  an  inch  square,  the  upper  carbon 

og  1*2  inches  long,  and  the  lower  one  six  inches  long.  The 
mean  intensity  of  the  light  produced  at  the  focus  of  the  optical 
apparatus  was  about  670  candles;  the  mean  intensity  of  the 

in  in  the  most  illuminated  plane  was  about  19,000  candles, 

being  about  V2h  times  the  intensity  of  the  old  catoptric  light. 

The  electric  light  gave  a  total  annual  cost  of  .£1593  13s.  1'/.. 

.  8'/..  the  total  previous  cost  for  oil.      Tie' 

i-  candle  per  hour  is  O'lWod.  for  oil,  and  0*12942.  for 

electricity.    A  Holmes  machine  was  employed. 

At  the  Boater  Point  lighthouse  only  one  Holmes  machine 
is   i  .    in  clear  weather,  but  when  the  atmosphere  is 

impaired  for  the  transmission  of  light,  by  rain,  mist,  or  snow, 
two  machines  are  worked.     Either  or  both  <>f  the  mags 

trie  machines  can  be  worked  by  either  engine  and 
boiler,  so  that  the  complete  apparatus  for  the  production  of 
the    electric   light    is    in    duplicate.     The   conducting   cahl.  - 


218  THE  ELECTRIC  LIGHT. 

between  the  magneto-electric  machines  and  the  lamp  in  the 
lantern  are  175  feet  in  length,  and  consist  of  the  following : 
Between  each  magneto-electric  machine  and  a  current- 
changer,  fixed  against  the  wall  of  the  engine-room,  there  are 
two  copper  wires  a  quarter  of  an  inch  in  diameter  ;  and  from 
the  current-changer  to  the  lamp  in  the  lantern  there  are  three 
insulated  cables — one  large,  of  nineteen  copper  wires  No.  10 
B.  W.  G.,  and  two  small,  of  seven  wires  No.  14  B.  W.  G.  With 
the  current  from  one  machine  the  large  and  one  small  cable 
are  used,  the  large  cable  going  to  the  upper  carbon,  and  the 
small  cable  to  the  electro-magnet  of  the  lamp  and  lower 
carbon. 

With  the  second  machine  added,  one  current  is  coupled 
with  that  of  the  other  machine,  and  sent  through  the  large 
cable  to  the  upper  carbon,  and  the  other  current  is  sent 
through  the  third  cable  direct  to  the  lower  carbon,  without 
passing  through  the  electro-magnet.  With  this  arrangement 
no  alteration  in  the  strength  of  the  electro-magnet  of  the  lamp 
occurs  in  altering  the  light  from  single  to  double  power,  or 
from  double  to  single  power,  and,  consequently,  no  readjust- 
ment of  the  lamp  with  these  changes  of  intensity  is  necessary. 

A  lower  reflecting  light  from  the  same  luminary  as  the 
upper  light  is  shown  from  a  window  in  the  tower,  22  feet 
below  the  upper  light,  for  marking  dangers  in  Sunderland 
Bay,  distant  six  miles.  The  idea  of  thus  utilizing  the  rear 
light  was  suggested  by  Mr.  Douglass,  and  the  optical  appa- 
ratus consists  of  a  glass  holophate  of  150  millimetres'  focal 
distance,  intercepting  the  landward  arc  of  light.  The  beam 
is  received  on  a  series  of  straight  right-angled  prisms,  which 
reflect  it  perpendicularly  on  to  a  series  of  nearly  right-angled 
prisms  arranged  conically,  and  placed  at  the  required  level  of 
the  lower  light.  This  is  the  first  instance  where  a  lower 
lio-ht  has  been  shown  from  the  same  source  of  light  as  the 
upper  one.  The  cost  of  the  light  per  hour  for  the  year  of 
4412  hours  is  99'Sd. ;  and  the  hourly  cost  per  unit  of  light 
having  a  mean  intensity  of  about  .1768  candles  for  the  year 
of  4412  hours,  is  0*0564d.,  being  a  reduction  in  the  cost,  com- 
pared with  the  light  at  Dungeness,  as  100  to  43'6. 
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The  Boeoesa  with  these  electric  lights   caused   it  to  be 
introduced  at  the  South  Foreland  high  and  low  Lighthom 
machinery   and   apparatus  for  the  production  of  th< 
brie  lights  at  the  Bouth  Foreland   oonsisl  of  a   pair  of 

horizontal  condensing   engines,   each  of    in   nominal    h.-p.  : 
a  pair  o(  Cornish  boilers ;  four  of  Holmes's  improved  m 

neto-electric  machines  of  the  same  model  as  those  for  S 
Point.     The  cost  per  candle  per  hour  is  0'1394d.  for  oil,  and 
26d.  for  el<  ctricity,  or  as  100  to  30*6. 

At  the  Lizard  lighthouses,  six  dynamo-electric  machines 
are  provided,  each  producing  a  mean  intensity  of  about  3'620 
candles.  These  machines  aiv  arranged  in  three  pairs,  each 
pair  being  driven  by  a  belt  off  a  pulley  on  the  fly-wheel  shaft 
of  the  engines,  the  speed  of  the  engines  being  60  revolutions 
minute,  and  that  of  the  dynamo-electric  machines  850. 
Each  pair  of  dynamo-electric  machines  is  fitted  and  bolted 
to  the  same  cast-iron  base-plate.  The  axle  of  each  machine 
is  connected  to  the  axle  of  the  pulley  frame  by  a  faced  disc 
coupling  and  four  bolts,  and  thus  no  strain  in  driving  is 
incurred  at  the  axle  or  bearings  of  the  dynamo-electric 
machines.  During  clear  weather  the  cm-rent  from  one 
machine,  as  at  South  Foreland,  is  sent  to  each  lantern ; 
a  second  engine,  with  banked  fire,  and  its  two  dynamo-electric 
machines,  being  kept  in  readiness  for  immediate  use ;  and 
when  the  atmosphere  is  impaired,  by  rain,  mist,  or  snow,  for 
the  transmission  of  light,  the  second  engine  is  started,  with 
its  two  dynamo-electric  machine-,  and  the  current  from  two 
machines  coupled  is  sent  to  each  tower,  giving  a  mean  inten- 
sity each  of  about  8250  candles.  The  conductors  between 
the  dynamo-electric  machines  and  the  lamp  in  each  lantern, 
a  distance  of  about  t,  consist  of  19  copper  wires  of 

.  16  B.  W.  G.,  covered  with  one  layer  of  felt  tape,  then 
insulated  with  pure  india-rubber,  and  covered  with  a  doubli 
layer  of  cotton  tape  saturated  with  india-rubber  solution,  the 
cables  having  a  diameter  of  0*425  inch.  The  conductivity 
the  copper  wire  of  these  cables  is  90  per  cent.  <>f  that  of 
pure  copper.  The  cables  are  led  from  the  dynamo-electric 
machines  along  the  surface  of  the  walls  at  the  upp.  r  , 
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inside  the  buildings,  and  are  carried  by  means  of  wooden 
suspenders  secured  to  the  walls  at  every  three  feet.  A 
current-changer  is  fixed  to  the  wall  of  the  engine-room,  and 
is  so  arranged  that  the  current  from  any  one  of  the  dynamo - 
electric  machines,  or  any  pair  of  machines,  may  be  promptly 
sent  to  the  lamp  in  either  of  the  lanterns.  The  lamps,  six  in 
number,  being  two  for  each  lighthouse,  and  two  spare,  are 
Siemens',  with  some  special  additions  suggested  by  Mr. 
Douglass,  for  meeting  the  requirements  of  a  lighthouse.  The 
arrangements  for  working  these  lamps  in  the  lanterns  are  the 
same  as  at  the  South  Foreland.  The  cost  per  hour  for  the 
year  of  4412  horns  is  55"29tf.  per  hour  for  oil,  and  128'6d. 
for  the  electric  light.  Estimating  the  comparative  cost  on 
the  quantity  of  light  provided  at  the  focus  of  each  optical 
apparatus,  the  cost  per  candle  per  hour  is  O'lO-ild.  for  oil, 
and  0"0147rf.  for  the  electric  light. 

The  south  lighthouse  at  Cape  La  Heve,  France,  was  lighted 
by  electricity  in  1863,  and  the  north  lighthouse  in  1865. 
These  are  both  white  fixed  lights.  The  lighthouse  at  Cape 
Gris-nez  was  lighted  by  electricity  in  1869.  This  is  a  flashing 
light,  showing  a  white  flash  at  intervals  of  30  seconds.  At 
the  Cape  La  Heve,  the  machinery  and  apparatus  consist  of 
two  portable  steam  engines,  each  of  eight  h.-p.,  and  four 
Alliance  magneto-electric  machines,  each  containing  48  helices 
arranged  in  six  wheels,  and  56  compound  permanent  magnets. 
The  intensity  of  the  light  produced  by  one  Alliance  magneto- 
electric  machine  in  a  Serrin  lamp  is  equivalent  to  1920 
candles.  During  clear  weather,  only  one  magneto-electric 
machine  is  employed  for  each  lighthouse  ;  with  thick  weather, 
two  magneto-electric  machines  are  employed.  The  intensity 
of  the  light  from  the  optical  apparatus  with  the  light  of  one 
machine  is  estimated  by  M.  Allard  at  43,200  from  English 
units.  With  two  machines  this  intensity  is  doubled.  At 
Cape  Gris-nez,  two  steam  engines  and  two  Alliance  magneto- 
electric  machines  are  employed.  The  intensity  of  the  light 
produced  by  each  machine  is  equal  to  2880  English  units. 
The  intensity  of  the  flash  from  the  optical  apparatus,  with 
this  luminary  in  focus,  is  estimated  at  288,000  English  units. 
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When   both    ma  ctric   machines   are  employed,   this 

intensity  is  doubli  d. 

The  electric  lighthouses  already  described,  ii\.  in  this 
country  and  three  in  Prance,  are,  with  the  exception  of  one 

1 1.  ssa  and  one  al  Port  Said,  all  the  light!  in  which 

tin  electric  light  has  yet  been  established.  The  Odessa  Light- 
house employs  two  Alliance  magneto-electric  machines  and 
two  Bteam  engines,  which  are  worked  alternately  every  t<  i 
fifteen  days.  -  rrin  regulators  are  used  for  the  light.  At  the 
Port  Said  lighthouse  there  are  two  Alliance  magneto-electric 
machines,  and  two  steam  .  each  of  .">  h.-p. 

important  stoppage  of  these  electric  lights  has  occurri  <1 
since  they  were  first  establish  d. 

In  the  following  table,  given  by  Mr.  Douglass,  the  able 
engineer  to  the  Trinity  House,  are  shown  the  comparative 
average  cost  and  annual  maintenance  of  a  single  lighthouse 
shore  station  in  this  country,  with  colza  oil,  mineral  oil,  coal 
gas,  and  electricity  employed  as  the  illuminating  agents.     It 

surned  that  there  is  no  fog  signal.  In  all  cases,  either 
with  or  without  a  siren  fog  signal,  where  a  maximum  intensity 
of  the  luminary  is  required  not  exceeding  that  of  the  flame 
of  the  six-wick  oil  lamp,  viz.  722  candles,  a  minimum  annual 
'  at  the  present  moment  is  attained  with  mineral  oil.  For 
a  maximum  intensity  exceeding  this,  and  not  exceeding  about 
5000  candles,  the  probable  limit  of  coal  gas,  the  competition 

regards    cost  lie-  n    coal  gas    and   electricity,   and 

is  in  favour  of  the  former,  in  consequence  of  the  necessity 
for  a  larger  number  of  attendants  with  the  electric  light,  I'm 

ag  required  as  compared  with  three  for  gas:    but  wh 
a   maximum   equal   to  the   single   or  combined  intensity  of 
the  Lizard  Luminaries  is  d<  manded — 8250  or  1C,500  candle-, 

-ome  of  the  most  important  coast  lights— the  cost  of  the 
more  intense  electric  luminary  is  found  1"  be  per  unit  of  light 
provided,  irrespective  of  fcer  value  in  the  focus  of  the 

optical  apparatus,  about  \\l  and  L: .  timely  of  that  of 

coal  gas    at    its  maximum   intensity,   and   about   ,',  ;    and 
respectively  of  that  of  mineral  oil  at  its  maximum  intensity. 
With  intensities  of  th<    electric  luminary  up  to  about  M) 
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candles,  the  cost   per  unit  Mould  prove   .-till  more   in    its 
favour,   no    further    addition    to    the    working    stuff   being 
■  ry. 
Statement  Bhowing  the  consumption  of  coke  at  the  Lizard 
lighthouses,  with  the  quantity  of  light  produced  per  lb.  of  a 
1.  and  per  h.-p.  absorbed  by  the  electric  machi] 
inclusive  of  expenditure  for  r  >f  engine -power  for  a 

dents,  doubling  the  intensity  of  the  light  when  required,  bank- 
ing fires,  etc. : — 

sumption  of  cuke  in  t 

c  hour  of  light  exhibited  ( 

hoars)  48-2 

Intensity  of  light  produced  at  t  tics!  apparatus, 

in  candles:    Mean  fur -'J •  1412  hours)    ...    81 

Quantity  of  light  iu  candles  produced  per  lb.  of  coke 

consumed       ...  ...  ...  ...  •••    182*0 

Quantity  of  light  in  candles  per  h.-p,  absorbed  by  electric 
machines        ...  ...  ...  ...  •••     1097 

The  advantages  of  electric  lighting  on  board  ship  are 
not  so  well  understood  as  they  should  be.  The  chief  object 
is  to  increase  safety,  by  avoiding  collisions  and  facilitating  the 
entrance  to  ports.     It  also  admits  of  loading  and  unloading 

ig  effected  by  night,  as  well  as  in  daylight.  The  apparatus 
usually   comprises   a  beacon,   a   generator  of   electricity,    a 

table  lamp,  and  various  accessories.  The  beacon  on 
board  the  b.b.  Ameriqve,  where  the  light  was  first  introduced, 
is  placed  on  the  top  of  a  small  iron-plate  turret  ascended  by 
steps  in  the  interior,  without  the  necessity  of  passing  along 
the  deck,  as  the  turret  is  immediately  over  a  hatchway.  Thifl 
arrangement  is  of  great  advantage  in  bad  weather,  when  the 
fore  part  of  the  -hip  is  aec<  Bsible  with  difficulty  by  the  d< 
The  turret  was  originally  21  feet  high.     It  was  reduced  to 

feet  to  give  it  great,  r  stability.     It-  diameter  is  thi 
Jt   is   fixed  on   the   fore   part   of   ti.  I,  46   feet   from 

the  bow. 

The  Gramme  magi  trie  machine  has  a  power  >>\ 

1800  candles,  and  weighs    11  lbs.      It    18  driven   by   a  Uu 
cylinder  Brotherhood   engin 
revolutions  B  minute,  both  for  the  machine  and  the  engine. 

la  •  .  the  lighi  ifl  automatically  intermitted. 
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This  intermittence  is  effected  by  a  small  and  very  simple 
mechanism  fixed  on  the  shaft  of  the  machine.  The  cm-rent 
goes  alternately  through  the  carbon  of  the  lamp,  and  through 
a  closed  metallic  circuit,  which  becomes  alternately  heated 
and  cooled. 

The  applications  to  our  own  navy,  as  well  as  to  the  navies 
of  foreign  countries,  generally  follow  this  plan,  or  do  not 
sufficiently  depart  from  it  to  need  special  description. 

As  a  torpedo  defence,  the  electric  light  is  likely  to  prove  of 
the  greatest  value,  because  by  its  aid  the  approach  of  a  torpedo- 
boat  can  be  easily  detected.  To  direct  and  concentrate  the 
light,  Messrs.  Sautter  and  Lemonnier  have  constructed  a 
lenticular  projector  (Fig.  89),  comprising  a  Fresnel  lens,  com- 
posed of  three  dioptric  and  six  catadioptic  lenses.  The  lamp 
and  the  lenses  are  carried  by  a  cast-iron  drum,  movable  around 
its  vertical  axis,  and  turning  on  a  horizontal  axis.  The 
turning  and  oscillatory  movements  may  be  successive  or 
simultaneous ;  they  direct  the  luminous  beam  in  all  directions 
and  at  any  inclination,  and  can  be  effected  by  the  operator, 
who  has  position  behind  the  projector. 

A  small  camera  lucida,  placed  on  one  of  the  bearings  of 
the  cylinder,  projects  the  image  of  the  carbons  upon  a  ground- 
glass  screen,  and  allows  of  observation  of  the  working  of  the 
lamp  without  the  necessity  of  opening  the  cylinder.  By  means 
of  a  screw,  the  position  of  the  lamp  can  be  altered,  when  it  is 
required  to  shift  the  luminous  point  beyond  or  from  the  focus, 
to  produce  greater  or  less  divergence  of  the  beam.  A  second 
screw  and  clamp  serves  to  maintain  the  beam  in  a  given 
direction — the  screw  stopping  the  turning  movement;  the 
cramp  preventing  oscillatory  movement. 

For  artillery  purposes,  a  special  arrangement  permits,  by 
means  of  tangent  screws,  of  slowly  displacing  the  luminous 
beam,  and  of  exactly  striking  a  previously  given  direction. 

The  complete  apparatus  is  placed  on  a  cast-iron  socket, 
which  can  be  affixed  to  the  bridge  on  board  ship,  to  the 
interior  of  a  casemate  in  a  fort,  or  on  a  movable  carriage. 
By  the  aid  of  an  interrupter,  the  current  can  be  suppressed 
at  will  without  stopping  the  machine. 
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For  military  operations,  a  portable  machine  and  engine 
have  been  combined  and  mounted  on  a  trolly.  The  engine 
(Fig.  90)  is  on  the  three-cylinder  system,  as  designed  by 
Brotherhood. 


Ftg.   90. 


~^'<^i<^'.'':/.^y "7^^>: ■i^^?™'^--y'**~£&^?^^*iZ^v -  v; 


The  electro-magnets  of  the  machine  are  flat  and  very  large ; 
the  coil  has  two  current  collectors.  A  commutator  mounted 
on  the  armatures  admits  of  the  coupling  of  the  machine  in 
tension  or  in  quantity  instantaneously. 
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Prom  trials  a<  M.„,i  Valerien  with  a  Gramme  machine 

"T™r '•■•""'  »"■  ^  projector,  an  observTa 

nfe»f*heappaxata8, M „,,,,,    ,,.„ ;in] 

«"d  elearly  mabngmeh  details  of, rtrnction  at  15,000  yards 

rheaetnals,  which  were  made  in  tolerably  elear  weather,  with 

a  transparent  atmosphere,  have  1  I  on  dark  nights 

with  every  bd 

f      '  advantage  thai  the  Gramme  machine  p 

for  military  operations  is  the  power,  by  simple  manipulal 
of  a  commutator,  0f  instantly  giving  twofold  more  powerful 
bght,  or  reciprocally.     This  result  is  obtained   by  coupling 
the  machine  in  tension  or  in  quantity.    When  the  weather  is 
'••  the  machine  should  be  coupled  in  tension;  then  the 
enditure  of  sham  is  small,  ami  the  carbon  rods  are  Blowlv 
->••"<  <1.     When  the  weather  is  foggy  or  very  obscure,  the 
nine  is  arranged  in  quantity,  the  exp,  nditure  of  at- 
increased,  and  the  carbon  rods  are  consumed  more  quickly 
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CHAPTER  XII. 
VARIOUS   APPLICATIONS   OF   THE   ELECTKIO   LIGHT. 

The  electric  light  has  now  been  so  extensively  introduced,  that 
it  would  be  tedious  to  enumerate  the  various  employers  ;  a  few 
illustrations  will  suffice  to  show  some  of  the  accessory  ways 
and  means  of  its  adoption. 

Fig.  91. 


Fig.  91  illustrates  the  use  of  the  electric  light  in  illumi- 
nating a  dockyard  in  course  of  construction,  in  the  case  of  the 
Spanish  Northern  Eailway,  near  the  Guadurama  Mountains, 
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in  1862.  Serrin  lamps  and  batteries  were  employed,  at  a  cost 
of  2s.  6d.  per  hour  per  lamp,  there  being  10  lamps  in  use  for 
a  total  period  of  9417  hours.  This  cost  was  60  per  cent, 
cheaper  than  that  of  torchlight.  In  the  galleries  of  the  mines 
and  pits  in  connection  with  these  works,  the  electric  light  was 
found  of  the  greatest  service,  as  it  did  not  vitiate  nor  heat  the 
atmosphere.  This  application  affords  an  example  of  the  in- 
troduction of  the  light  under  its  most  expensive  condition,  and 
where  power  for  driving  a  machine  is  not  available. 

A  method  of  mounting  the  magneto-electric  machine  upon 
the  same  base  as  the  motor  is  shown  in  Fig.  92,  as  applied  to 
a  Gramme  machine.  The  dimensions  are  in  metric  measure. 
It  is  of  considerable  convenience  to  be  able  to  renew  the 
carbons  in  a  lamp  without  the  use  of  ladders  or  steps,  and  for 
this  purpose  M.  Menier  has  devised  the  following  suspension 
for  the  lamps  employed  in  his  extensive  factories  (Fig.  93). 
The  roller,  A,  consists  of  two  cast-iron  cheeks,  mounted  on  a 
wooden  base,  with  a  drum  of  vulcanite.  The  conductors  are 
attached  one  to  each  cheek,  and  these  cheeks  to  the  con- 
ductors within  the  suspending  cable.  The  cable,  B,  has  an 
external  covering  of  hemp,  upon  a  coating  of  india-rubber, 
which  encloses  a  series  of  copper  wires  braided  like  a  wick, 
this  again  enclosing  a  second  sheathing  of  india-rubber,  which 
insulates  the  core  of  a  strand  of  copper  wires.  A  ratchet 
prevents  the  descent  of  the  lamp.  This  cable,  passing  over 
a  couple  of  pulleys,  is  attached  to  a  small  plate,  connected 
to  the  lamp  by  two  curved  bars,  C.  The  cm-rent  is  con- 
veyed to  the  terminals  of  the  lamp  by  the  curved  bars,  one  of 
which  is  connected  to  the  metallic  core  of  the  cable,  and  the 
other  with  the  braided  wick  of  wires,  which  in  turn  are  con- 
nected with  the  conductors  leading  to  the  terminals  of  the 
magneto-electric  machine. 

A  peculiar  system  is  adopted  in  lighting  the  Louvre  at 
Paris,  where  a  very  diffused  light  is  required.  The  space  G 
(Fig.  94)  is  above  the  centre  of  the  room.  A  lamp,  A,  is 
counterpoised  by  the  weight  C,  and  is  suspended  above  a  sheet 
of  frosted  plate-glass,  E,  the  object  of  which  is  to  prevent  the 
production  of  objectionable  shadows.     Four  surfaces,  F,  are 
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ranged  as  the  sides  of  a  pyramid,  lined  with  tin  plate,  reflect- 
ing the  light  downwards.     Two  rods,  H  H,  support  the  frosted 

Fig.  9t. 


glass.  A  second  lamp,  B,  counterpoised  at  C,  and  resting 
upon  a  bracket,  J,  is  kept  in  readiness  for  substitution  for  the 
lamp  A,  when  its  carbons  are  consumed.  The  lighting  is  thus 
made  nearly  continuous. 

In  some  cases  it  is  advantageous  to  project  the  rays  of 
light  from  the  lamp  upon  a  whitened  ceiling  by  a  parabolic 
reflector,  thus  diffusing  the  rays  and  preventing  the  casting  of 
shadows. 

It  may,  roughly,  serve  for  the  purposes  of  estimate,  to 
remark  that  a  single  apparatus  will  light  about  500  square 
yards  of  fitters'  shops,  modelling-rooms,  etc. ;  250  square  yards 
of  spinning-mills,  printing-rooms,  and  the  like;  or  2000  square 
yards  of  open-air  work.  The  lamps  should  always  be,  for 
these  spaces,  more  than  15  feet  from  the  ground. 


I     2 


CHAPTER  XIII. 
ELECTRIC  CABB 

Davy,  who  made  the  first  experiments  on  the  voltaic  arc,  n 
-  of  wood  carbon  quenched  in  water  or  mercury.     T: 
rods  burnt  with  great  brilliancy,  very  regularly,  but  too  rapidly. 
Foucault  replaced  the  wood  carbon  by  the  d< 
from    the  walls  of  gas  Retort   carbon  is    far  from 

uniform;  it  sometimes  splits,  frequently  works  irregularly,  and 
product  -  ruble  variations  in  brilliancy.  ria- 

ierly  depend  upon  the  presence  of  foreign  mat* 
alkaline  or  earthy,  and  notably  upon  silica.     These  ma" 
are  much  less  refractory  than  the  carbon,,  but  they  vaporize, 
and   form  part  of  the  flame  which  envelops   the  arc.     This 
flame  is  a  better  conductor  than  the  voltaic  arc,  and  h; 
much  greater  section ;   it  consequently  becomes 
and  its  power  of  radiation  is  less  than  that  of  the  part: 
of  carbon  which  constitute  the  arc. 

era!  inventors  have  endeavoured  to  substitute  ] 
then   fa  rely   purified    retort   carl 

Am  1  for  the  improvement  of  electric 

car:      i  are  those  of  &  L<  Molt,  I 

and  Thiers.   Curmer,  Jacqnelau  I 

-Mann. 

-     ■  ;  I  i:   AND   EDWABD81   I 

In  1846 
manufacture  of  carbons  for  I  kric  light,  from  a  mix* 

of  pulv.  ke  and  Bugar.     Th<   cok<  I  to 

:i  quantil 
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pugged,  moulded,  and  strongly  compressed.  The  carbon  is 
then  subjected  to  moderate  heat,  plunged  into  a  concentrated 
solution  of  sugar,  and  subjected  to  a  white  heat. 

LE   MOLT'S   CARBON. 

In  1849  Le  Molt  patented,  for  electric  carbons,  a  mixture 
consisting  of  two  parts  of  retort  carbon,  two  parts  of  wood 
charcoal  or  of  coke,  and  one  part  of  tar.  The  substances 
were  pulverized,  and  brought  to  a  stiff  paste,  then  subjected 
to  great  pressure.  The  moulded  pieces,  covered  with  a  coating 
of  syrup,  were  placed  beside  each  other  in  a  vessel  of  retort 
carbon,  and  subjected  to  a  high  temperature  for  20  to  30  hours. 

LACASSAGNE   AND   THIERS'   CARBON. 

Lacassagne  and  Thiers  fuse  with  the  retort  carbon  a 
certain  quantity  of  caustic  potash  or  soda.  With  this  bath 
at  a  red  heat,  they  digest  in  it  for  a  quarter  of  an  hour  retort- 
carbon  rods.  This  operation  changes  into  a  soluble  silicate 
of  potash  or  soda  the  silica  contained  in  the  carbons.  The 
carbon  rods  are  then  washed  in  boiling  water,  and  subjected, 
at  red  heat,  for  several  hours  to  the  action  of  chlorine,  to 
convert  the  different  earthy  matters  into  volatile  chlorides. 
These  carbons  give  a  regular  light. 

curmer's  carbon. 

dinner  calcines  lampblack,  benzine,  and  oil  of  turpentine 
moulded  in  the  form  of  cylinders,  leaving  a  porous  carbon, 
which  is  soaked  with  resins  or  saccharine  matters,  and  again 
calcined. 

jacquelain's  carbon. 

Jacquelain  endeavoured  to  imitate  the  manufacture  of 
retort  carbon.  "With  tars  resulting  from  true  distillation, 
consequently  free  from  all  non-volatile  impurities,  and  effecting 
in  special  apparatus  the  conditions  of  decomposition,  retort 
carbons  ought  to  be  reproduced  possessing  perfect  purity. 
Jacquelain  has  done  this  with  a  tube  of  refractory  earth,  in 
an  improvised  furnace,  and  has  obtained  plates  which,  cut 
into  rods,  give  a  light  steadier,  whiter,  and  of  about  25  per 
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■  r  intensity,  than  ordinary  carbons.    Thea  carl 
dn  a  considerable  amount  of  manna)  labour,  I  the 

materia]  is  bo  hard  that  it  can  with  difficulty  be  cut  by  the 
Baw,  and  fchey  produce  considerable  waste. 

PBTEET'a   I  A.RB 

Peyret   prepares  carbons  by  Boaking  pieces  of  elder-1 
pith,  or  any  other  porons  body,  in  liquefied  sugar,  and  aft  r- 
wards   decomposing  the  Bugar  by  heat.    The  operation    is 
repeated  a  sufficient  number  of  times  to  obtain  very  dei 

carious,  which  are  then  Bubmitted  to  a  current  of  bisulphide 

of  carbon  vapour. 

ABI  BEBEAU'S   I  ABBON. 

Archereau  mixes  carbon  with  magnesia.    The  magi 

has  the  advantage  of  making  the  light  more  Bteady,  and  of 
augmenting  its  power. 

CARRE'S   CARBON. 

Carre  has  made  ;i  great  number  of  experiments  upon  retort 
carbons  impregnated  with  different  salts.  Carre  proves  that 
potash  and  soda  at  least  double  the  length  of  the  voltaic  arc, 
render  it  more  silent,  combine  with  the  silica,  and  eliminate 
it  from  the  carbons  during  the  action  of  the  current.  Tl. 
substances  augment  the  light  in  the  proportion  of  1*25  to  1. 
Lime,  magnesia,  and  strontia  augment  the  light  in  the  pro- 
portion of  1"40  to  1.  Iron  and  antimony  augment  to  1*60 
or  1'70.     Boracic  acid  i;  the  duration  of  the  carbons 

by  enveloping  them  with  a  vitreous  layer,  which  isolates  the 
0  from  them,  but  without  increasing  the  light. 

Carre*  recommend-  a  composition  of  powdered  coke,  cal- 
cined lampblack,  and  a  Byrup  of  :'>•>  parts  of  cane  Bugar  and 
L2  of  gum. 

The  following  formula  is  recommended: — 

ted  lampblack  ...  ...  ...  „ 

Syrup         ...  ...  ...  ...  „ 

The  whole  ie  Btrongly  triturated,  and  has  added  to  it  from  i 
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to  three  parts  of  water,  to  compensate  for  the  loss  by  evapora- 
tion, according  to  the  degree  of  toughness  to  be  given  to  the 
paste.  The  coke  ought  to  be  pulverized  and  purified  by 
washing.  The  coke  dust  of  gas  retorts  is  generally  pure 
enough.  The  paste  is  pressed  and  passed  through  a  draw- 
plate.  The  carbons  are  placed  in  tiers  in  crucibles,  and  are 
subjected  to  a  high  temperature.  First,  the  carbons  are 
placed  horizontally  in  the  crucible,  resting  upon  a  bed  of  coke 
dust,  every  layer  separated  by  paper  to  avoid  adherence. 
Between  the  last  layer  and  the  cover  is  a  layer  of  coke  sand, 
and  a  layer  of  silicious  sand  upon  the  joint  of  the  cover.  The 
carbons  then  are  put  for  two  or  three  hours  in  a  concentrated 
and  boiling  syrup  of  cane  sugar,  or  caramel,  with  two  or  three 
intervals  of  cooling,  in  order  that  atmospheric  pressure  may 
force  the  syrup  into  all  the  pores.  The  carbons  are  then  left 
to  drain,  by  opening  a  cock  placed  at  the  bottom  of  the  vessel, 
after  which  they  are  agitated  in  boiling  water,  to  dissolve  the 
sugar  remaining  on  the  surface.  After  drying,  the  carbons 
are  submitted  to  a  second  heating,  and  are  manipulated  from 
stage  to  stage  until  they  have  acquired  the  requisite  density 
or  solidity. 

Carre's  carbons  are  more  tenacious,  and  are  harder,  than 
those  of  retort  carbon.  They  are  remarkably  similar  to,  but 
are  better  conductors  than,  retort  carbons. 

gaudoin's  carbons. 

Gaudoin  also  has  made  numerous  experiments  upon 
carbons  containing  foreign  substances.  The  following  sub- 
stances have  been  introduced  into  the  carbons : — Phosphate 
of  lime  from  bones,  chloride  of  calcium,  borate  of  lime,  silicate 
of  lime,  pure  precipitated  silica,  magnesia,  borate  of  magnesia, 
phosphate  of  magnesia,  alumina,  silicate  of  alumina.  The 
negative  carbon  being  placed  at  the  bottom,  M.  Gaudoin 
observed  the  following  results : — Complete  decomposition  of 
the  phosphate  of  lime  under  electrolytic  action,  calorific 
action,  and  reducing  action  of  the  carbon.  The  reduced 
calcium  goes  to  the  negative  carbon,  and  burns  in  contact 
with  the  air  with  a  reddish  flame.     The  lime  and  phosphoric 
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acid   are   diffused  into  the  air,  producing  abundant  fam    , 

light  by  a  photons  ter  is  double  thai  produced  by  carb 
of  the  same   Bection  cut   from   the   residue  of 
Chloride  of  calcium,  borate  and  Bilicate  of  lime,   are   also 

mposed,  but  the  boracic  and  Bilic  la- 

tilization  from  electric  action,  ■_ i %  1 1 1 l_c  l<  bs  light  than  phospb 
of  lime. 

Silica  in  the  carbons  melts  and  volatilizes  without  1 
decomposed.     Magnesia,  borate,  and  phosphate  of  magni 
are  decomposed;  the  magnesium  burns  with  a  white  tlame. 
The  boracic   and    phosphoric    acids  vaporize.     Increase  of 
light  is  less  considerable  than  with  the  lime  salts. 

Alumina  and  silicate  of  alumina  are  decomposed  only  with 
a  very  strong  current,  and  burn  with  a  blue  flame  of  little 
lighting  power.  Carbons  intended  for  the  production  of  the 
voltaic  arc  ought  to  be  chemically  pure.  Retort  carl 
though  containing  only  a  small  proportion  of  foreign  matbr, 
is  not  sufficiently  pure.  Washing  in  acids  or  alkalies,  with 
the  aim  of  extracting  impurities,  is  costly  and  insufficient. 
Lampblack  is  pure  enough,  but  its  price  is  high,  and  its 
management  difficult.  M.  Gaudoin  decomposes  by  heat,  in 
closed  vessels,  pitches,  fats,  or  licpuids,  organic  matt  rs  capable 
of  yielding  carbon  sufficiently  pure  after  decomposition  by 
heat.  This  decomposition  is  effected  in  closed  retorts,  or 
plumbago  crucibles  heated  to  bright  red.  The  bottoms  of  the 
crucibles  are  furnished  with  two  tubes,  one  for  the  disengage- 
ment of  gas  and  volatile  matters,  the  other  for  the  introduction 
of  material.  The  products  of  decomposition  may  be  conducted 
into  a  condensing  chamber,  to  recover  the  tars,  oils,  e 
and  hydro-carbons  that  arc  produced  in  this  operation.  M. 
Gaudoin  utilizes  the  different  sub-products  in  the  manufacture 
of  his  carbons. 

When  the  material  has  been  prop  rly  chosi  n,  carbon,  more 
or  less  compact,  remains  in  the  retort.     It  is  fin<  ly  pulverj 
aial  mixed  with  a  certain  quantity  of  lampblack,  and  of  the 

bides  of  hydrogen  obtained  as  secondary  prod 
carbides  are  completely  free  from  iron,  and  are  much  prefer- 
able to  those  found  in  rce  for  the  compounding  of 
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carbons.     M.  Gaudoin  has  added  to  the  draw-plate  or  mould- 
ing apparatus  used  in  the  manufacture  of  ordinary  graphite 
carbons  certain  important  improvements.     Instead  of  forcing 
the  carbon  material  through  the  die  vertically,  it  is  caused  to 
issue  horizontally  from   the   mould   in   a   descending   angle 
of  about  50°.     The   carbon  is   guided  by  tubes   or  gutters. 
By  this  means  the  mould  can  be  completely  emptied  without 
interrupting  the  work,  and  as  the  carbon  is  constantly  sup- 
ported, it  does  not  break  under  its  own  weight. 

In  some  experiments  made  to   determine   the  values   in 
lighting  power  of  the  various  carbons,  it  was  found  that  when 
retort  carbons  produced  a  light   of  824  candle-power,  that 
produced  by  the  artificial  carbons  varied  between  960  and 
1620  candle-power  for  the  Archereau  and  Carre  carbons,  and 
between  1600  and  1680  for  the  Gaudoin  carbons.     Eeduced 
to   a  uniform  section,  the   consumption  of  the  carbons  was 
relatively — 

Retort  carbons  ...  ...  ...  ...         51  units 

Archereau  ...  ...  ...  ...         66     „ 

Gaudoin    ...  ...  ...  ...  ...         73     „ 

Carre         ...  ...  ...  ...  ...         77     „ 

Subsequently,  M.  Gaudoin  introduced  a  process  of  carbon 
manufacture  in  which,  instead  of  carbonizing  wood,  reducing 
it  to  powder,  dried  wood  is  taken,  shaped  in  the  form  of  the 
carbon,  which  is  carbonized  and  soaked  in  carbonaceous 
liquids  as  previously  described.  The  distillation  from  the 
wood  is  effected  slowly,  in  such  manner  as  to  drive  out  the 
volatile  substances,  and  the  final  dessication  is  effected  in  a 
reducing  atmosphere,  at  a  very  high  temperature.  The  wood 
is  previously  washed  in  acids  or  alkalies,  to  remove  impurities. 
By  filling  up  the  pores  of  the  wood,  by  submitting  it  to  the 
action  of  chloride  of  carbon  and  different  carbides  of  hydrogen 
under  heat,  M.  Gaudoin  proposes  to  obtain  carbons  burning 
at  a  low  rate,  and  giving  a  steady  light. 

SAWYER-MANN   CARBONS. 

That  the  filling  up  of  the  pores  of  the  carbon  rods  by 
some  means  is  likely  to  result  in  the  production  of  the  best 
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carbons,  has    been    borne   out   by   I  dts   obtained   by 

lf<  gars.  Bawy<  r  and  Mann.  These  inventor-;  take  :i  carbon 
and  immerse  it  in  olive  oil  until  the  oil  1ms  thoroughly 
saturated  the  pores  of  the  carbon.  The  carbon  rod,  still 
immersed  in  the  oil,  is  then  included  in  a  powerful  circuit, 
the  current  heating  the  carbon  and  carbonizing  the  oil  <>n 
it-  Burface  and  in  the  port.-.  Carbons  thus  produced  are 
extremely  hard,  and  of  Bteel-gr<  y  colour  on  the  Burface.  I 
as  Bources  of  electric  light  by  incandescent 
give  remarkably  concordant  results. 

<  OPPEBED   AND   METALLIZED   CABB4 

Numero  Btionshave  been  made  :l<  to  a  metb 

rendering  carbons  more  uniform  conductors,  by  coating  th<  m 
with  a  deposit  of  metal,  as  copper  or  nickel.   The  same  end  has 

i  proposi  d  to  be  attained  by  incorporating  with  the  carbons 
copper  or  iron  in  powder,  by  inserting  a  wire  as  a  cor 
the  carbon  rod,  or  by  winding  a  thin  strip  of  metal  around  the 
carbon.   Bad  carbons  are  undoubtedly  improved  by  such  treat- 
ment;   and  in  the  very  uneconomical  method  of  consuming 
carbons  by  forcing  the  current  through  the  whole  of  their 
length — adopted,  however,  in  most  lamps — the  regularity  of 
the  current,  and  consequently,  in  a  higher  degree,  of  the  light, 
is  dependent  upon  perfection  and  continuity  of  the  carbons  in 
the  whole  length,  because  a  crack  or  flaw  in  the  carbon  may 
introduce  a  very  variable  resistance.     Thus,  in  one  of  ti. 
Lamps    with  automatic  action,  in  which  a  cracked   carbon 
mounted  and  through  this  carbon  the  current  has  to  ] 
when  the  two  carbons  com.'  into  contact  the  pressure  close  np 
the  crack,  and  a  Budden  increase  of  conductivity  results.    Imme- 
diately the  carbons  separate,  th.  re  is  correspondingly  produced 
an  equally  sudden  increase  oi  ently  the  carbon 

mes  heated  at  the  fracture,  and  flit  a  off,  causing  i  itinction 
of  the  light.  There  is,  for  this  reason,  a  grea)  advantage  due 
to  the  W<  id.  rman,  1  and  Rapieff  lamps,  in  which  the 

current,  instead  of  passing  through  the  whole  length 
carbon,  is  causi  d  to  enter  the  carbon  from  some  point  n<  ai 
burning  end.    J'.y  this  arrangement  bad  carbons  will  not  have 
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so  appreciable  an  effect  upon  the  regularity  of  the  light,  nor 
is  it  necessary  to  coat  them  with  metal. 

Some  experiments,  conducted  by  the  author,  have  shown 
a  great  increase  of  light  in  the  voltaic  arc  when  the  carbons 
have  been  very  slightly  coated  with  metallic  bismuth,  and 
M.  Gramme's  experiments  with  carbon  saturated  with  a 
solution  of  nitrate  of  bismuth,  and  dried,  have  confirmed 
these  results. 
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1  Svo,  cloth,  ,  3/. 

I'ar:  ".irt  i.    Solidity,  Weight,  and  Prescul  ,      . 

metry,  Vision,  and  Surveying  Intfrumc 

On  Designing  Belt  Gearing.      By  E.   J.  Cowling 

it,    Mem,  '  Valve 
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Arbitrations  :  a  Text-book  for  Surveyors  in  Tabu- 
lated form.  By  Banister  Fletcher,  F.R.I. B. A.,  Author  of  'Model 
Houses,'  etc.     Crown  8 vo,  cloth,  5^. 

Contents : 

What  matters  may  be  submitted  to  Arbitration — Of  the  Submission — Of  Revocation — 
Who  may  Arbitrate — Powers  of  the  Arbitrators — Of  Joint  Arbitrators  and  Umpires — Of 
Evidence — Of  the  Award — Of  Costs  and  Charges — Advice  to  Plaintiffs  and  Defendants- 
Appendix  of  Forms. 

A  Handbook  of  Formula,  Tables,  and  Memoranda, 

for  Architectural  Surveyors  and  others  engaged  in  Building.  By  J.  T. 
Hurst,  C.E.  Twelfth  edition,  thoroughly  revised  and  re-written. 
Royal  321110,  roan,  5*.         Containing  : 

Formulae  and  Tables  for  the  Strength  of  Materials,  Roofs,  Water  Supply,  Drainage,  Gas, 
and  other  matters  useful  to  Architects  and  Builders — Information  connected  with  Sanitary 
Engineering — Memoranda  on  the  several  Trades  used  in  Building,  including  a  Description  of 
Materials  and  Analyses  for  Prices  of  Builders'  Work — The  Practice  of  Builders'  Measure- 
ment— Mensuration  and  the  Division  of  Land — Tables  of  the  Weights  of  Iron  and  other 
Building  Materials — Constants  of  Labour — Valuation  of  Property — Summary  of  the  Practice 
in  Dilapidations — Scale  of  Professional  Charges  for  Architects  and  Surveyors — -Tables  of 
English  and  P'rench  Weights  and  Measures. 

"  It  is  no  disparagement  to  the  many  excellent  publications  we  refer  to,  to  say  that  in  our 
opinion  this  little  pocket-book  of  Hurst's  is  the  very  best  of  them  all,  without  any  exception. 
It  would  be  useless  to  attempt  a  recapitulation  of  the  contents,  for  it  appears  to  contain  almost 
everything  that  anyone  connected  with  building  could  require,  and,  best  of  all,  made  up  in  a 
compact  form  for  carrying  in  the  pocket,  measuring  only  5  in.  by  3  in.,  and  about  |  in.  thick, 
in  a  limp  cover.  We  congratulate  the  author  on  the  success  of  his  laborious  and  practically 
compiled  little  book,  which  has  received  unqualified  and  deserved  praise  from  every  profes- 
sional person  to  whom  we  have  shown  it." — J  he  Dublin  Builder. 

A  Treatise  on  the  Use  of  Belting  for  the  Trans- 
mission of  Power ;  with  numerous  Illustrations  of  approved  and  actual 
methods  of  arranging  Main  Driving  and  Quarter-Twist  Belts,  and  of  Belt 
Fastenings.  Examples  and  Rules  in  great  number  for  Exhibiting  and 
Calculating  the  Size  and  Driving  Power  of  Belts.  Plain,  Particular,  and 
Practical  Directions  for  the  Treatment,  Care,  and  Management  of  Belts. 
Descriptions  of  many  varieties  of  Beltings,  together  with  chapters  on  the 
Transmission  of  Power  by  Ropes  ;  by  Iron  and  Wood  Frictional  Gearing  ; 
on  the  Strength  of  Belting  Leather  ;  and  on  the  Experimental  Investiga- 
tions of  Morin,  Briggs,  and  others  for  determining  the  Friction  of  Belts 
under  different  Tensions,  which  are  presented  clearly  and  fully,  with  the 
Text  and  Tables  unabridged.  By  John  H.  Cooper,  M.E.  i  vol.,  demy 
Svo,  cloth,  15^. 

Researches  on  the  Action  of  the  Blast  Furnace.     By 

Chari.es  Schinz.  Translated  from  the  German  by  W.  H.  Maw  and 
Moritz  Miiller.     Plates,  crown  Svo,  cloth,  Ss.  6d. 

Spons  Builders  Pocket-Book  of  Prices  and  Memo- 
randa. Edited  by  W.  Young,  Architect.  Royal  321110,  roan,  41-.  6d.  ; 
or  cloth,  red  edges,  3-f.  6d.  Published  annually.  Sixth  edition  now 
ready. 
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Bridges  from  300  feet  to  the  limr.  ;  to  which  are  added  similar 

as  and  Tables  relatin 
and  revised  edition.     By  li.  Baku:,  ties,  crown  i 

cloth,  5/. 

The  Builder s  Clerk;  a  Guide  to  the  Management 

ofaBu..  By  Thomas  Balks.  .  cloth,  u.t   . 

The  Cabinet  Maker ;  being  a  Collection  of  the  most 

approved  Designs  in  the  Mediaeval,  Loois-S 

for  the  use  of  Cabinet  Makers,  Car*  i  .  y  K.  CUAJLLES. 

folio,  half-bound,  2 1 . . 

The    Elementary     Principles    of    Carpentry. 

Thomas   Treogold.      Revised   from  the  original  edition,  and  partly 
re-written,  by  John  Th  Contained;-        -  >  of  letter- 

.  and  illustrated  with  48  plates  and  150  wood  engravings. 
edition,  crown  S.o,  cloth,   . 

Section    I.    On    t':.o    Equality   and    Distribution   of   For        —  :;cc   of 

Timber  —  Section   III.    Lo.i-tmction  of  Fl  —  i->truciion  of  . 
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A    Practical    Treatise   on    Casting  and    Founding, 

including  descriptions  of  the  modern  machinery  employed  in  the  art.  By 
N.  E.  Spretson,  Engineer.  With  82  plates  drawn  to  scale,  412  pp. 
Demy  8vo,  cloth,  i8.r. 

A  Pocket-Book  for Chemists,  Chemical  Manufacturers, 

Metallurgists,  Dyers,  Distillers,  Breivers,  Sugar  Refiners,  Photographers, 
Students,  etc.,  etc.  By  Thomas  Bayley,  Assoc.  R.C,  Sc.  Ireland,  Ana- 
lytical and  Consulting  Chemist,  Demonstrator  of  Practical  Chemistry, 
Analysis,  and  Assaying,  in  the  Mining  School,  Bristol.  Royal  321110, 
roan,  gilt  edges,  5-r. 

Synopsis  of  Contents  : 

Atomic  Weights  and  Factors — Useful  Data — Chemical  Calculations — Rules  for  Indirect 
Analysis  —  Weights  and  Measures  —  Thermometers  and  Barometers  —  Chemical  Physics- 
Boiling  Points,  etc. — Solubility  of  Substances — Methods  of  Obtaining  Specific  Gravity — Con- 
version of  Hydrometers — Strength  of  Solutions  by  Specific  Gravity — Analysis — Gas  Analysis — 
Water  Analysis — Qualitative  Analysis  and  Reactions — Volumetric  Analysis — Manipulation — 
Mineralogy  —  Assaying  —  Alcohol  —  Beer  —  Sugar  —  Miscellaneous  Technological  matter 
relating  to  Potash,  Soda,  Sulphuric  Acid,  Chlorine,  Tar  Products,  Petroleum,  Milk,  Tallow, 
Photography,  Prices,  Wages,  etc.,  etc. 

A  Practical  Treatise  on  Coal  Mining.     By  George 

G.  Andre,  F.G.S.,  Assoc.  Inst.  C.E.,  Member  of  the  Society  of  Engineers, 
with  82  lithographic  plates.     2  vols.,  royal  4to,  cloth,  3/.  12s. 
Contents: 

I.  Practical  Geology — II.  Coal,  its  Mode  of  Occurrence,  Composition,  and  Varieties — III. 
Searching  for  Coal — IV.  Shaft-sinking — V.  Driving  of  Levels,  or  Narrow  Work — VI.  Systems 
of  Working— VII.  Getting  the  Coal — VIII.  Haulage — IX.  Winding — X.  Drainage — XI. 
Ventilation — XII.  Incidental  Operations — XIII.  Surface  Work — XIV.  Management  and 
Accounts — XV.    Characteristics  of  the  Coal  Fields  of  Great  Britain  and  America. 

Spons'  Information  for  Colonial  Engineers.     Edited 

by  J.  T.  Hurst.     Demy  8vo,  sewed. 

No.  1,  Ceylon.     By  Abraham  Deane,  C.E.    2s.  6d. 
Contents : 

Introductory  Remarks  —  Natural  Productions  —  Architecture  and  Engineering  —  Topo- 
graphy, Trade,  and  Natural  History — Principal  Stations — Weights  and  Measures,  etc.,  etc. 

No.  2.  Southern  Africa,  including  the  Cape  Colony,  Natal,  and  the 
Dutch  Republics.  By  Henry  Hall,  F.R.G.S.,  F.R.C.I.  With 
Map.    3-r.  6d.  Contents  : 

General  Description  of  South  Africa — Physical  Geography  with  reference  to  Engineering 
Operations — Notes  on  Labour  and  Material  in  Cape  Colony — Geological  Notes  on  Rock 
Formation  in  South  Africa — Engineering  Instruments  for  Use  in  South  Africa — Principal 
Public  Works  in  Cape  Colony:  Railways,  Mountain  Roads  and  Passes,  Harbour  Works, 
Bridges,  Gas  Works,  Irrigation  and  Water  Supply,  Lighthouses,  Drainage  and  Sanitary 
Engineering,  Public  Buildings,  Mines — Table  of  Woods  in  South  Africa — Animals  used  for 
Draught  Purposes — Statistical  Notes — Table  of  Distance;. — Rates  of  Carriage,  etc. 

No.  3.  India.  By  F.  C.  Danvers,  Assoc.  Inst.  C.E.  With  Map.   4s.  6d. 
Contents  : 

Physical  Geography  of  India — Building  Materials — Roads — Railways — Bridges — Irriga- 
tion—  River  Works  —  Harbours  —  Lighthouse  Buildings  —  Native  Labour  —  The  Principal 
Trees  of  India — Money — Weights  and  Measures — Glossary  of  Indian  Terms,  etc. 
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The  Clerk  of  Works;  a  Vade  Mecum  forall  i 

in  the  Superintendence  of  Building  I  By  G.  <i.  II 

F.R.LB.A.     Fcap.  8vo,  cloth,  i 

Coffee  Planting  in  Southern  India  and  Ceylon.     By 

I     C  P.  lln.L.     Crown  Svo,  cloth,  <)s. 

Heal  Agriculture;  or,  the  Culture  Preparation, 

Commerce,  ami  Consumption  of  the  Principal  Products  of  I 

Kingdom,  as  furnishing  Food,   Clotl  a  tlu-ir 

relation  to  the  Arts  and  Manol  rming  a  practical  treati 

Mannfacturi  at,  and 

mer,  on  the  Cultivation,  Preparation  for  .Shipment,  and  Commercial 
.  etc.,  of  the  various  Sub: 
ring  into  the  Husbandry  of  Tropical  and  Sub-Tropical  I 
P.  L.  SIMM  and  improved,  in  one  thick 

N.o,  cloth,  i/.  ij-. 

Compensations;  a  Text-book  for  Surveyors,  in  tabu- 
lated form.    By  Banister.  Fletcher.    Crown  8vo,  cloth,  5/. 
Contents  : 

The  Varieties  of  Damage  for  which  Claims  may  arise—  f  Property — 

Points  fotices  to  Treat — Nal  tre  ol 

can  and  cannot  be  sustained — What  Property  can  l>c  compulsorily  taken — When  Entry  on 

Property  can  and  cannot  be  compulsorily  made — Of  Goodwill  and  Stock — and  uf  the  • 
Legal  Methods  of  Settlement  of  Disputed  Claims — toge:her  with  Full  and  Explicit  Instruc- 
tions on  the  Methods  of  Valuing  and  of  Making  Claims;  with  Comment  arising 
under  the  Metropolis  Local  Management  and  Metropolitan  Buildings  Acts  ;  the  whole  given 
in  a  Practical  and  Comprehensive  Form,  supplemented  by  a  copious  Appendix,  containing 
many  Useful  Forms  and  Precedents,  an  for  the  Valuation  of  Freeholds,  Lease- 
holds, Reversions,  and  Life-Int'  I 

Cotton  Cultivation  in  its  various  details;  the  Barr 

of  G:  .  and  Instructions  for  Irrigating,  Embanking,  Draining, 

i  tiling  Land  in  Tropical  and  other  Countries  posse  thermo- 

metric  temperatui  illy  adapted  to  the  improvement  ol  the  cultural 

of  India.      By  JOSEPH  Gl  -r  Instil  ut  ;incers. 

With  5  plates.     Crown  Svo,  cloth,  "js.  bd. 

Dilapidations;  a  Text-book  for  Architects  and  Sur- 
,   in  Tabulated  Form.     By  Bah 

\rch.  (Author  of  '  Model  11  iwing  who  are  lit  I 

Dilapidations,  and  the  extent  of  the  liability 

at  will,  Tenants  by  elegit,  Statute,  Merchant,  or  Staple  Tenants  in  fee 
simple,    Tenants    in    tail,    Tenants    for    life,    Tenants    (br   years   without 

nt  of  Wa  igor,    Mortgagee   in   •  .   Nearly 

I  enants  in  common,  and  joint    Tenants,  Rights  of  COparce  ; 

1    further    fully   instructs  the 
,,,   how  to  them,  to  whit  1. 

illustrated  throughout  by  examples  drawn  from  the  author's  experience, 

and  latest  leyal  decisions.     Crown  8vo,  cloth,  5-r. 
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Spons'  Dictionary  of  Engineering,  Civil,  Mechanical, 

Military,  and  Naval;  with  technical  terms  in  French,  German,  Italian, 
and  Spanish,  3100  pp.,  and  nearly  Sooo  engravings,  in  super-royal  8vo, 
in  8  divisions,  5/.  Us.  Complete  in  3  vols.,  cloth,  5/.  $s.  Bound  in  a 
superior  manner,  half-morocco,  top  edge  gilt,  3  vols.,  61.  12s. 

A    Treatise  on  the  Origin,  Progress,  Prevention,  and 

Cure  of  Dry  Rot  in  Timber;  with  Remarks  on  the  Means  of  Preserving 
Wood  from  Destruction  by  Sea- Worms,  Beetles,  Ants,  etc.  By  Thomas 
Allen  Britton,  late  Surveyor  to  the  Metropolitan  Board  of  Works, 
etc.,  etc.     Plates,  crown  8vo,  cloth,  Js.  6d. 

A  General  Table  for  facilitating  the  Calculation  of 

Earthworks   for  Railways,    Canals,  etc. ;    with  a  Table  of   Proportional 

Parts.     By  Francis  Bashforth,  M.A.,  Fellow  of  St.  John's  College, 

Cambridge.     In  Svo,  cloth,  with  mahogany  slide,  4J. 

"  This  little  volume  sh  uld  become  the  handbook  of  every  person  whose  duties  require  even 

occasional  calculations  of  this  nature  :  were  it  only  that  it  is  more  extensively  applicable  than 

any  other  in  existence,  we  could  cordially  recommend  it  to  our  readers  ;  but  when  they  learn 

that  the  use  of  it  involves  only  half  the  labour  of  all  other  Tables  constituted  for  the  same 

purposes,  we  offer  the  strongest  of  all  recommendations — that  founded  on  the  value  of  time.'" — 

.Mechanic's  Magazine. 

A  General  Sheet  Table  for  facilitating  the  Calculation 

of  Earthworks.     By  F.  Bashforth,  M.A.     6 J. 

A    Handbook   of   Electrical    Testing.      By   H.     R. 

Kempe,  Assoc,  of  the  Society  of  Telegraph  Engineers.  Fcap.  Svo, 
cloth,  5-r. 

Electricity;  its  Theory,  Sources,  and  Applications. 

By  John  T.  SPRAGUE,  Member  of  the  Society  of  Telegraph  Engineers. 
With  91  -woodcuts  and  30  valuable  Tables.     Crown  Svo,  cloth,  &s. 

Electricity  and  the  Electric  Telegraph.     By  George 

B.  Prescott.     With  564  -woodcut  illustrations,  8vo,  cloth,  i8j-. 

Electro -Telegraphy.       By  Frederick   S.    Beechey, 

Telegraph  Engineer,  a  Book  for  Beginners.     Fcap.  8vo,  cloth,  is.  6d. 

Engineering  Papers.      By    Graham    Smith.      Svo, 

cloth,  5-r.  Contents  : 

Mortar:  "Miller  Prize"  Paper— Practical  Ironwork :  "  Miller  Prize"  Paper — Retaining 
Walls:  Paper  read  at  the  Edinburgh  and  Leith  Engineers'  Society.  With  Addenda  and 
Discussions  to  each. 

Spons  Engineers'  and  Contractors   Illustrated  Book 

of  Prices  of  Machines,  Tools,  Ironwork,  and  Contractors'  Material. 
Royal  Svo,  cloth,  Js.  6d. 

The  Gas    Consumers   Handy  Book.     By  William 

Richards,  C.E.     iSmo,  sewed,  6d. 
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Telegraph-,  by  K.  S.  i 

.  interleaved  with  ruled  Papei  for 
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Sun  eying.  Levelling,  etc. — Strength  and  Weight  uf  Materia!  — 
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'ting,  etc. — \V  rkshop  Reci  - — Steam  and 
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Stean. 
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tion  —  I  inference,  and  Arcs  of  I  re  and 

Cube  K  — 

.  truction  an  I 
"  Most  of  our  readers  are  already  acquainted  will  '..et-book,  an 

:ie,  are  indebted  to  it  for  %  -mory. 

The  book  has  been  rearranged,  the  supplemental  formula:  and  tables  added  since  the  first 
now  been  in  h  the  body  of  the  book  i:;  ns,  the 

whole  making  a  ban  .  ecn  taken  to  ensure  corrc 

both  clerically  and  typographically,  and  the  bonk  is  an  indispensable  raJe-mecurn  for  the 
mechanic  and  the  professional  man." — English  Mechanic. 

Spans      Tables     and    Memoranda    for    Engineers ; 

selected  and  arranged  by  J.  T.  HURST,  C.E.,  Author  of  'Architectural 
Surveyors'  Handbook,'  'Hurst's  Tredgold's  Carpentry,' eta  641110,  man, 
gilt  edges,  third  edition,  revised  and  improved,  is.  Or  in  cloth  case, 
is.  6d. 

This  work  is  printed  in  a  pearl  type,  and  is  so  small,  measuring  only  2|  in.  by  i\  in.  by 
i  in.  thick,  that  it  n.  carried  in  the  waistcoat  pocket. 

"It  i-.  certainly  an  extremely  rare  thing  for  a  reviewer  to  be  called  upon  to  notice  a  volume 

measur  in.,  yet  these  dimensions  faithfully  represent  the  size  of  the  handy 

little  book  before  u  —  :iS  printed  [  a  few  blank 

:  fact,  a  true  pocket-book,  adapted  for  being  carried  in  th> 

ket,  and  co  greater  amount  and  variety  of  information  than  most  people 

ime  has  been 
:t,  and  we  can  cordially  recommend  it  to  our 
readers  as  a  useful  little  pocket  companion." — Engineering. 

The    French- Polisher s   Manual.       By    a    French- 

Poli-hcr;  containing  Timber  Staining,   Washing,   Matching,  Improving, 

::t    Yarnisi  b-Polishing,    Dii  r    Re> 
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A  Practical  Treatise  on  the  Manufacture  and  Distri- 
bution of  Coal  Gas.  By  William  Richards.  Demy  4to,  with  numerous 
•wood  engravings  and  large  plates,  cloth,  28j. 

Synopsis  of  Contents. 

Introduction  —  History  of  Gas  Lighting  —  Chemistry  of  Gas  Manufacture,  by  Lewis 
Thompson,  Esq.,  M.R.C.S. — Coal,  with  Analyses,  by  J.  Paterson,  Le\»is  Thompson,  and 
G.  R.  Hislop,  Esqrs. — Retorts,  Iron  and  Clay — Retort  Setting— Hydraulic  Main — Con- 
densers—  Exhausters  —  Washers  and  Scrubbers  —  Purifiers  —  Purification  —  History  of  Gas 
Holder  —  Tanks,  Brick  and  Stone,  Composite,  Concrete,  Cast-iron,  Compound  Annular 
Wrought-iron  —  Specifications  —  Gas  Holders  —  Station  Meter  —  Governor  —  Distribution — 
Mains — Gas  Mathematics,  or  Formulae  for  the  Distribution  of  Gas,  by  Lewis  Thompson,  Esq. — 
Services — Consumers'  Meters — Regulators — Burners — Fittings — Photometer — Carburization 
of  Gas — Air  Gas  and  Water  Gas — Composition  of  Coal  Gas,  by  Lewis  Thompson,  Esq. — 
Analyses  of  Gas — Influence  of  Atmospheric  Pressure  and  Temperature  on  Gas — Residual 
Products — Appendix — Description  of  Retort  Settings,  Buildings,  etc.,  etc. 

Practical  Geometry  and  Engineering  Drawing ;    a 

Course  of  Descriptive  Geometry  adapted  to  the  Requirements  of  the 
Engineering  Draughtsman,  including  the  determination  of  cast  shadows 
and  Isometric  Projection,  each  chapter  being  followed  by  numerous 
examples ;  to  which  are  added  rules  for  Shading  Shade-lining,  etc., 
together  with  practical  instructions  as  to  the  Lining,  Colouring,  Printing, 
and  general  treatment  of  Engineering  Drawings,  with  a  chapter  on 
drawing  Instruments.  By  George  S.  Clarke,  Lieut.  R.E.,  Instructor 
in  Mechanical  Drawing,  Royal  Indian  Engineering  College,  Cooper's 
Hill.     20 plates,  410,  cloth,  15^. 

The   Elements   of    Graphic   Statics.     By   Professor 

Karl  Von  Ott,  translated  from  the  German  by  G.  S.  Clarke,  Lieut. 
R.E.,  Instructor  in  Mechanical  Drawing,  Royal  Indian  Engineering 
College,  Cooper's  Hill.     Crown  8vo,  cloth,  $s. 

A    Practical    Treatise  on   Heat,   as  applied  to    the 

Useful  Arts;  for  the  Use  of  Engineers,  Architects,  etc.  By  Thomas 
Box.     Second  edition,  revised  and  enlarged,  crown  8vo,  cloth,  \zs.  6d. 

Hints   to    Young  Engineers.      By  J.    W.    Wilson, 

A.I.C.E.,  Principal  of  the  Crystal  Palace  School  of  Engineering.  i2mo, 
sewed,  6d. 

The  Hew  Formula  for  Mean  Velocity  of  Discharge 

of  Rivers  and  Canals.  By  W.  R.  Kutter,  translated  from  articles  in 
the  '  Cultur-Ingenieur.'  By  Lowis  D'A.  Jackson,  Assoc.  Inst.  C.E. 
8vo,  cloth,  I2J-.  6d. 

Office  Hydraulic  Tables ;  for  the  use  of  Engineers 

engaged  in  Waterworks,  giving  the  Discharge  and  Dimensions  of  Rivers, 
Channels,  and  Pipes.     By  J.  Neville.     On  a  large  folio  sheet,  is. 

Hydraulics  of  Great  Rivers ;  being  Observations  and 

Surveys  on  the  Largest  Rivers  of  the  World.  By  J.  J.  Revy.  Imp.  4to, 
cloth,  with  eight  large  plates  and  charts,  2/.  2s. 
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I  Fops,    their    Cultivation,    Commerce,    an  i     U   'S    in 

NMtf  Countries.     By  P.  L.  SlMMONDS.     Cown  8vo,  cloth,  4J.  6./. 

Practical  Hydraulics  ;  a  Scries  of  Rules  and  Tables 

for  the  use  of  Engineers,  etc.,  etc.     By  Thomas   1'  1 

numerous  plates,  post  8\o,  cloth,  5/. 

The  Indicator  Diagram  Practically  Considered.     By 

\.  P.  BURGH,  Engineer.  Numerous  illustrations,  fifth  edition.  Crown 
8vo,  cloth,  6s.  6c/. 

"  This  volume  possesses  one  feature  which  renJers  it  almost  unique;  this  feature  is  the 
mode  in  which  it  i>  illustrated.     It  is  not  difficult  to  take  a  diagram  if  the  instrument  . 

:  .ry  engines  is  occasionally  easy  1  v 

continually  ari«c  tinder  which  the  young  engineer  is  completely  al 
a  diagram.     All  uncertainty  will  be  removed  by  referring  to  the  book  under  considei 
here  we  have  drawings  of  the  arrangements  to  be  adopted  under  every  conceivable  circum- 
stance, drawing-,  we  may  add,  illustrating  the  practice  of  the  best  engineers  of  the  day."— 
Engineer. 

Link-Motion  and  Expansion  Gear  Practically  Con- 
sidered. By  X.  1'.  Burgh,  Engineer.  Illustrated  with  90  plates  and  229 
wood  engravings,  small  4to,  handsomely  half-hound  in 

The   Mechanician    and   Constructor  for   Engin 

comprising  Forging,  Flaning,  Lining,  Slotting,  Shaping,  Turning,  Screw 
Cutting,  etc.  By  CAMERON  Knight.  Containing  96  plates,  1147  illus- 
trations, and  397  pages  of  letterpress,  4to,  half-morocco,  2/.  \2s.  6d. 

The    Essential   Elements    of    Practical    Mechanics  ; 

based  on  the  Principle  of  Work,  designed  for  Engineering  Stndenl 
OLIVER   BYRNE,   formerly  Professor  of   Mathematics,    College  for  Civil 
Engineers.      Second  edition,   illustrated  by  numerous 
t  Svo,  cloth,  7-r.  6</. 

Contents  : 

t,  both  with  and  without  reference  to  a  Unit 

1'hc  Work  of  Living  Agents,  the   Influence  of  Kri.  I 
one  of  the  most  beautiful  Laws  of  '•'  >!>•  i    The  principles  expounded  in  the  tir-t  and 

second  chapters  are  applied  to  the   '  4-    ltl<:  Trail    -  n  ;rk  by 

and  Ktilc-. 

The  Practical  Millwrights  and  Engineers   Ready 

Reckoner;  or  Tables  for  finding  the  diameter  and  power  of 
diame  1  of  shafts,  diameter  and  strength 

is  Dixon.     Fourth  edition,  lamo,  cl<»th,  31-. 

Diameter  anl  Power  of  Wheels— Di 

conferences  an  1  Area,  of  Codes— 

I 


CATALOGUE  OF  SCIENTIFIC  BOOKS 


The  Principles  of  Mechanics  and  their  Application  to 

Prime  Movers,  Naval  Architecture,  Iron  Bridges,  Water  Supply,  etc.  By 
W.  J.  Millar,  C.E.,  Secretary  to  the  Institution  of  Engineers  and  Ship- 
builders, Scotland.     Crown  8vo,  cloth,  4s.  6d. 

A  Practical  Treatise  on  Mill-gearing,  Wheels,  Shafts, 

Riggers,  etc.;  for  the  use  of  Engineers.  By  Thomas  Box.  Crown  8vo, 
cloth,  second  edition,  "js.  6d. 

Mining  Machinery ;  a  Descriptive  Treatise  on  the 

Machinery,  Tools,  and  other  Appliances  used  in  Mining.  By  G.  G. 
Andre,  F.G.S.,  Assoc.  Inst.  C.E.,  Mem.  of  the  Society  of  Engineers. 
Royal  4to,  uniform  with  the  Author's  Treatise  on  Coal  Mining,  con- 
taining 182  plates,  accurately  drawn  to  scale,  with  descriptive  text,  in 
2  vols.,  cloth,  3/.  12s.  Contents: 

Machinery  for  Prospecting,  Excavating,  Hauling,  and  Hoisting — Ventilation — Pumping — 
Treatment  of  Mineral  Products,  including  Gold  and  Silver,  Copper,  Tin,  and  Lead,  Iron, 
Coal,  Sulphur,  China  Clay,  Brick  Earth,  etc. 

The  Pattern  Makers  Assistant ;  embracing  Lathe 

Work,  Branch  Work,  Core  Work,  Sweep  Work,  and  Practical  Gear 
Construction,  the  Preparation  and  Use  of  Tools,  together  with  a  large 
collection  of  Useful  and  Valuable  Tables.  By  Joshua  Rose,  M.E. 
With  250  illustrations.     Crown  Svo,  cloth,  10s.  6d. 

The  Science  and  Art  of  the  Manufacture  of  Portland 

Cement,  with  observations  on  some  of  its  constructive  applications,  -with 
numerous  illustrations.  By  Henry  Reid,  C.E.,  Author  of  'A  Practical 
Treatise  on  Concrete,'  etc.,  etc.     8vo,  cloth,  iSs. 

The  Draughts7nan  s  Handbook  of  Plan  and  Map 

Drawing;  including  instructions  for  the  preparation  of  Engineering, 
Architectural,  and  Mechanical  Drawings.  With  numerous  illustrations 
in  the  text,  and  33  plates  (15  printed  in  colours).  By  G.  G.  ANDRE, 
F.G.S.,  Assoc.  Inst.  C.E.     410,  cloth,  \^s. 

Contents  : 

The  Drawing  Office  and  its  Furnishings — Geometrical  Problems — Lines,  Dots,  and  their 
Combinations — Colours,  Shading,  Lettering,  Bordering,  and  North  Points — Scales — Plotting 
—  Civil  Engineers'  and  Surveyors'  Plans — Map  Drawing — Mechanical  and  Architectural 
Drawing — Copying  and  Reducing  Trigonometrical  Formula,  etc.,  etc. 

The  Railway  Builder ;  a  Handbook  for  Estimating 

the  Probable  Cost  of  American  Railway  Construction  and  Equipment. 
By  Willtam  J.  Nicolls,  Civil  Engineer.  Illustrated,  full  bound,  pocket- 
book  form,  'js.  6d. 

Rock  Blasting:   a  Practical  Treatise  on  the  means 

employed  in  Blasting  Rocks  for  Industrial  Purposes.  By  G.  G.  Andre, 
F.G.S.,  Assoc.  Inst.  C.E.  With  56  illustrations  and  12 plates,  8vo,  cloth, 
ids.  6d. 
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■'  and  different  Forms  of  Retaining  Walls. 

By  J.  S.  Tate,     Cuts,  8to,  sewed,  2s. 

A  Treatise  on  Ropemaking  as  practised  in  public  and 

private  Rope-yards,  with  a  Description  of  the  Manufacture,  Rul 

■ighu,  etc.,  a  lapted  to  the  Trade,   E 
Builders,  etc.     By  R.  Chapman,  formerly  foreman  to  Huddart 

and  Co.,  Limehouse,  and  late  Master  Ropemaker  to  II..M.  Dockyard, 
Deptford.     Second  edition,  12  mo,  cloth,  3/. 

Sanitary  Engineering;   a  Series  of  Lectures  given 

>n  I.  Air. —Division  II. 
■1   III.    The   Dwelling. — Division   IV.    The 

:    Y.    Til.     ! 

By  J.  Bailey  Denton,  C.E.,  F.G.S.,  Honorary  Member  of  th 
cultural  Societies  of  Norway,  Sweden,  and  Hanover,  and  Author  of  the 
'Farm  I!  -  of  England,'  'Village  Sanitary  Economy,'  '  - 

of  Water,  Farming,' etc.     Royal  8vo,  cloth, 

Sanitary  Engineering;   a  Guide  to  the  Construction 

of  Works  of  Sewerage  and  House  Drainage,  with  Tables  for  facilitating 
the  calculations  of  the  Engineer.  By  Baldwin  Latham,  C.E.,  M.  Inst. 
C.K..  F.G.S.,  F.M  S.,  Past- President  of  th  -  ty  of  Engineers.  Second 
edition,  with  numerous  plates  and  woodcuts,  Svo,  cloth,  1/.  io.r. 

Cleaning  and  Scouring ;  a  Manual  for  Dyers,  Laun- 
dresses, and  for  Domestic  Use.     By  S.  CHRisTOriiF.R.     iSmo,  sewed, 

A  Practical    Treatise  on  modern  Screw-Propulsion. 

By  N.  P.  Burgh,  Engineer.  Illustrated  with  52  large  plates  and  103 
woodcuts,  4to,  half-morocco,  2/.  2s. 

Screw  Cutting  7  aides  for  Engineers  and  Machinists^ 

giving  the  values  of  the  different  trains  of  Wheels  required  to  produce 
■ws  of  any  pitch,  calculated  by  Lord  Lindsay,  M.P.,  F.R.S.,  F.R.A.S., 
etc.     Royal  8vo,  cloth,  oblong,  2s. 

Screw    Cutting    Tables,   for  the   use  of  Mechanical 

Engineer.  r  arrangement  of  Wheels  for  cutting  the 

Thi  5(  rews  of  any  required   pitch,  with  a  Table  for  making  the 

aiversal  Gas-pipe  Threads  and  Ta]»s.     By  W.  A.  Martin,  Engineer. 
tion,  royal  8vo,  oblong,  cloth,  is. 

Vazeeri  Rupi%  the  Silver  Country  of  tJie   \  ■■<.  In 

Kulu  :  its  Beauties,  Antiquities,  and  Silver  Mines,  tnclud 

the    lower    Ilinialayah    Range    and    G 

Mem.  Inst.  C.E.     Illustrated  with  a  map  and  coloured  plates,  8vo,  cloth, 

l6x. 
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A   Treatise  on  a  Practical  Method  of  Designing  Slide 

Valve  Gears  by  Simple  Geometrical  Construction,  based  upon  the  principles 
enunciated  in  Euclid's  Elements,  and  comprising  the  various  forms  of 
Plain  Slide  Valve  and  Expansion  Gearing  ;  together  with  Stephenson's, 
Gooch's,  and  Allan's  Link-Motions,  as  applied  either  to  reversing  or  to 
variable  expansion  combinations.  By  Edward  J.  Cowling  Welch, 
Memb.  Inst.  Mechanical  Engineers.     Crown  8vo,  cloth.  6s. 

The  Slide   Valve  practically  considered.     By  N.   P. 

BUROH,  Engineer.  Seventh  edition,  containing  88  illustrations,  and 
121  pages  of  letterpress,  crown  8vo,  cloth,  $s. 

A  Pocket-Book  for  Boiler  Makers  and  Steam  Users, 

comprising  a  variety  of  useful  information  for  Employer  and  Workman, 
Government  Inspectors,  Board  of  Trade  Surveyors,  Engineers  in  charge 
of  Works  and  Slips,  Foremen  of  Manufactories,  and  the  general  Steam- 
using  Public.  By  Maurice  John  Sexton.  Royal  32mo,  roan,  gilt 
edges,  5j. 

Practical    Treatise   on    Steam    Boilers    and  Boiler 

Making.  By  N.  P.  BURGH,  Mem.  Inst.  Mec.  Eng.  Illustrated  by  1163 
wood  engravings  and  50  large  folding  plates  of  working  drazvings,  royal  4to, 
half-morocco,  3/.  ly.  6d. 

Modem  Compound  Engines  ;  being  a  Supplement  to 

Modern  Marine  Engineering.  By  N.  P.  Burgh,  Mem.  Inst.  Mech.  Eng. 
Numerous  large  plates  of working  drawings,  4to,  cloth,  iSs. 

The  following  Firms  have  contributed  Working  Drawings  of  their  best  and  most  modern 
examples  of  Engines  fitted  in  the  Royal  and  Mercantile  Navies  :  Messrs.  Maudslay,  Rennie, 
Watt,  Dudgeon,  Humphreys,  Ravenhill,  Jackson,  Perkins,  Napier,  Elder,  Laird,  Day, 
Allibon. 

A  Practical  Treatise  on  the  Steam  Engine,  con- 
taining Plans  and  Arrangements  of  Details  for  Fixed  Steam  Engines, 
with  Essays  on  the  Principles  involved  in  Design  and  Construction.  By 
Arthur  Rigg,  Engineer,  Member  of  the  Society  of  Engineers  and  of 
the  Royal  Institution  of  Great  Britain.  Demy  4to,  copiously  illustrated 
with  woodcuts  and  96 plates,  in  one  Volume,  half-bound  morocco,  2/.  is. 

This  work  is  not,  in  any  sense,  an  elementary  treatise,  or  history  of  the  steam  engine,  but 
is  intended  to  describe  examples  of  Fixed  Steam  Engines  without  entering  into  the  wide 
domain  of  locomotive  or  marine  practice.  To  this  end  illustrations  will  be  given  of  the  most 
recent  arrangements  of  Horizontal,  Vertical,  Beam,  Pumping,  Winding,  Portable,  Semi- 
portable,  Corliss,  Allen,  Compound,  and  other  similar  Engines,  by  the  most  eminent  Firms  in 
Great  Britain  and  America.  The  laws  relating  to  the  action  and  precautions  to  be  observed 
in  the  construction  of  the  various  details,  such  as  Cylinders,  Pistons,  Piston-rods,  Connecting- 
rods,  Cross-heads,  Motion-blocks,  Eccentrics,  Simple,  Expansion,  Balanced,  and  Equilibrium 
Slide-valves,  and  Valve-gearing  will  be  minutely  dealt  with.  In  this  connection  will  be  found 
articles  upon  the  Velocity  of  Reciprocating  Parts  and  the  Mode  of  Applying  the  Indicator, 
Heat  and  Expansion  of  Steam  Governors,  and  the  like.  It  is  the  writer's  desire  to  draw 
illustrations  from  every  possible  source,  and  give  only  those  rules  that  present  practice  deems 
correct. 
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The  Steam  Engine  considered  as  a  Heat  Engine :  a 

Treatise  on  the  Theory  of  the  S 

.  and  Examples  from  Practice.     By   [\  .  II.  Cotterill, 
Processor  of  Applied  Mechanics  in  the  Royal  Naval  College,    8ro,  cloth, 

I2J.  bd. 

Modern  Marine  Engineering  applied  to  Paddle  and 

Scrr<u   Propulsion;    consisting  of  36  plates,   259  wood  .    an  1 

403   pages  of  descriptive  matter,  the  whole  being  an  exposition  o(  the 
present  practice   of  the   following   firms  :    Messrs.  J.    Perm 
Maud  and  Field  ;  James  Watt  and  Co.  ;  J.  and  < ..    i 

U.  Napier  and  Sons;  J.   and   \Y.   Dudgeon;  Ravenhill  and 
Humphreys  and  Tennant;  Mr.  J.  F.  Spencer;  and  Mc  terand 

Co.      By  N.  P.  BURGH,  Engineer,  4to,  cloth,  2/.  5^. 

A  Poeket- Book  of  Practical  Rules  for  the  Proport\ 

nt  Engines  and  Boilers  for  Land  and  Marine  ptirpotu.     ByN.  P. 

BURGH.      Sixth  edition,  revised,  with  Appendix,  royal  32m  >,  roan, 

Details  of  High-Prewire   Engine,   1 

.  etc.,  Land  and  Marine  J 
by  the  Rules,  Proportions  of  Boilers,  etc. 

A   Practical   Treatise  on  the   Science  of  Land  and 

Engineering  Surveyin  .    .  tg,    Estimating   Quantities,  etc.,    with  a 

general  description  of  the  several  Instruments  required  for  Surveyin-, 
Levelling,  Plotting,  etc.  By  II.  S.  MERRETT.  41  fun-  plates  with  Illus- 
trations and  Tablei,  royal  8vo,  cloth,  third  edition,  \2s.  6d. 

Principal  Contents  ; 

tion  and  the  Principles  of  Geometry.     Part  2.    Land  Surveying;  com- 
rvations — the  Chain — Offsets  Surveying  by  (he  Chain  only— Sun 
Hilly  Ground — To  or   Parish   by  the  Chain  only — Surveying  with  the 

Theodolite — M  Surveyin;,' — Railroad    Surveying — Mapping— 1 

rigonometry.     Part  t.  Levelling 

Simple   and    Compound    Levelling — The    Le\.  rfiamentary    Plan    and    Section 

Level!  urves — To   1 

.      .      iiitilics  generally  ( 
dements — Tunnels— Brickwork — Ironwork — 1  i  "ription 

Ehton's 
Level  —  The    Prismal  -  Proportions  Settant — Vernier — I'.mt  i- 

graph — Merretr/s  Im|  run — [mproved  Computation  Scale — The  I  >i  , 

Part   6.    I    . 
ind  Co-Tangents — N  ".work 

for  Setting  out  Curves,  and  for  various  Calculations,  etc.,  etc.,  etc. 

The  Chemistry  of  Sulphuric  Acid  Manufacture.      \\\ 
[ry  Arthur  Smith.    Cuts,  crown  Svo,  cloth,  4 

1 

Circumstance-,  which 

triUil,  ■ 

nber,  etc. 
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The  Principles  and  Practice  of  Engineering,  Trigono- 
metrical, Subterraneous,  and  Marine  Surveying.  By  CHARLES  BOURNE, 
C.E.     Third  edition,  numerous  plates  and  woodcuts,  Svo,  cloth,  5-r. 

Table  of  Logarithms  of  the  Natural  Numbers,  from 

I  to  108,000.  By  Charles  Babbage,  Esq.,  M.A.  Stereotyped  edition, 
royal  8vo,  cloth,  7-r.  6d. 

To  ensure  the  correctness  of  these  Tables  of  Logarithms,  they  were  compared  with  Callett's, 
Vega's,  Hutton's,  Briggs',  Gardiner's,  and  Taylor's  Tables  of  Logarithms,  and  carefully  read 
by  nine  different  readers  ;  and  further,  to  remove  any  possibility  of  an  error  remaining,  the 
stereotyped  sheets  were  hung  up  in  the  Hall  at  Cambridge  University,  and  a  reward  offered 
to  anyone  who  could  find  an  inaccuracy.  So  correct  are  these  Tables,  that  since  their  fir^t 
issue  in  1827  no  error  has  been  discovered. 

Barlow's    Tables  of  Squares,  Cubes,   Square  Roots, 

Cube  Roots,  Reciprocals  0/  all  Integer  Numbers  up  to  10,000.  Post  8vo, 
cloth,  6s. 

Camus  (M.)  Treatise  on  the  Teeth  of  Wheels,  demon- 
strating the  best  forms  which  can  be  given  to  them  for  the  purposes  of 
Machinery,  such  as  Mill-work  and  Clock-work,  and  the  art  of  finding 
their  numbers,  translated  from  the  French.  Third  edition,  carefully  revised 
and  enlarged,  with  details  of  the  present  practice  of  Millwrights,  Engine 
Makers,  and  other  Machinists.  By  Isaac  Hawkins.  Illustrated  by 
iS  plates,  Svo,  cloth,  5*. 

The  Practical  Sugar  Planter;  a  complete  account 

of  the  Cultivation  and  Manufacture  of  the  Sugar  Cane,  according  to  the 
latest  and  most  approved  processes,  describing  and  comparing  the  different 
systems  pursued  in  the  East  and  West  Indies  and  the  Straits  of  Malacca, 
and  the  relative  expenses  and  advantages  attendant  upon  each,  being  the 
result  of  sixteen  years'  experience  as  a  Sugar  Planter  in  those  Countries. 
By  Leonard  Wray,  Esq.     Svo,  cloth,  10s.  6d. 

Laying  and  Repairing  Electric  Telegraph  Cables.    By 

Capt.  V.  HoSKltER,  Royal  Danish  Engineers.  Crown  Svo,  cloth, 
3.!.  6d. 

The  Practice  of  Hand  Turning  in  Wood,  Lvory,  Shell. 

etc.,  with  Instructions  for  Turning  such  Work  in  Metal  as  may  be  required 
in  the  Practice  of  Turning  in  Wood,  Ivory,  etc.,  also  an  Appendix  on 
Ornamental  Turning.  By  FRANCIS  Campin.  Second  edition,  with  wood 
engravings,  crown  Svo,  cloth  (a  book  for  beginners),  6s. 

Contents : 

On  Lathes — Turning  Tools — Turning  Wood — Drilling — Screw  Cutting — Miscellaneous 
Apparatus  and  Processes — Turning  Particular  Forms — Staining — Pulishing — Spinning  Metals 
— Materials — Ornamental  Turning,  etc. 
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Health  and  Comfort  in  House  Buildi  tila- 

l«  of  Calculating  the  I'r.iu^ht  in  .ml  with  some  ai 

'■nts.     By  J.   Drysdalk,   M.D.,  and   J.   W.   Hayward,   M.D. 
edition,  with  Supplement,  demy  • 

the  Supplement  separate. 

Treatise  on    Valve-Gears,  with  special  consideration 

of  the  Link-Motions  of  Locomotive  i 

Third  edition,  revised  and  enlarged,  translated  from  the  German,  with 
special  permission  of  the  author,    by  Moriiz    Millek.      1 . 
cloth,  12s.  6d. 

Treatise  on  Watchwork,  Past  and  Present.     By  the 

R  v.  II.  L.  Nelthruit,  M.A.,  F.SA.     Num  ax>wn 

8vo,  cloth,  6s.  6J.  CONTEN  I 

Defii  '•''•   .rds   and  Terms   used  in   Watchwork — Tools — Time — Historical 

—  >n  Calculations  of  the  Numbers  for  Wheels  and  Pinions  ;   their 

d  Wheels,  ur  Motion  Work — Length  of  Time  of  Going  wit'. 
-       e  Verge  —  1 :  .  ■  — 

Watches  — keyless  Witches — The  Pendulum,  or  Spiral  Spring — Compensation— Jcwc 

iole — Clerkcnwell— Fallacies  of  the  Trade — lncap.,. 
and  Use  a  Watch,  etc. 

The  Present  Practice  of  Sinking  and  Boring  Wells, 

with  Geological  C<  .inples  of  Wells 

.  Member  of  the  Society  of  Engineers,  of  the  Franklin  Institute,  of 
the  Iron  and  Steel  Institute,  and  of  the  Geologists'  Association.  Crown  6\u, 
cloth,  illustrated  i<y  276  diagrams  an  J  engravings  to  scale,  ~s.  6d. 

Workshop  Reecipts  for  Manufacturers,    Mechanics, 

and  Scientific  Amateurs.  I  Spun.    With  numerous  iUustraU 
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